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PREFACE. 

The author of this work is possessed of rare 
qualifications to treat his subject in a thoroughly 
practical manner, through long and diversified 
experience acquired during his connection with 
one of the largest blower concerns in the United 
States. Upon the urgent request of the pub- 
lishers he was induced to prepare the treatment, 
here comprehended in chapters one to thirteen, 
for presentation in the columns of Sheet 
Metal, then known as The Sheet Metal 
Shop, from which source the articles are 
now compiled and republished, together with a 
number of correspondents' letters and the 
author's answers thereto, also valuable data on 
installing and estimating the cost of an exhaust 
system by "M. F. H.," an interested and well 
informed reader who volimteered this additional 
information from his own intimate acquaintance 
with the subject. 

The increasing utiHty of blower and exhaust 
systems for purposes of heating or for carrying 
away the waste products of machinery employed 
for manufacturing purposes, etc., brings to sheet 
metal operators a growing field of opportunity 
which is, however, accompanied with exceptional 
responsibihty incident to properly designing and 
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4 Preface 

installing this class of work. In view of the scar- 
city of literature on this subject and the difficulty 
heretofore of obtaining comprehensive working 
data it is believed that a large body of sheet 
metal workers will find the book a welcome aid 
and it is hoped that many who have been deterred 
from taking up blower and exhaust work will, 
through the assistance of this manual, be encour- 
aged to devote attention to this very important 
branch of the business. 

The Publishers. 
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Genebai> RuLiES. 

The aim of this work is to treat the subject of 
fan-piping in all its branches, from a strictly prac- 
tical point of view. It is assumed that the reader 
who is to derive benefit from this discourse has 
a general knowledge of sheet. metal work as ap- 
plied to the laying out of pipes, elbows, etc. It is 
not the purpose to submit any scientific data per- 
taining to the number of cubic feet of air any 
certain style of blower will handle in a given 
time. Any blower company will furnish such data 
on application. 

It is with the proper method of planning and 
installing exhaust systems that we shall deal. 

The matter of general rules should be first con- 
sidered, rules applicable to any and all cases, 
whether the plant is to handle shavings, emery 
dust, cement, wood pulp, or any one of the numer- 
ous materials that blowers are now required to 
handle. These rules apply to general construc- 
tion. 

Always set the blower as near the heaviest work 
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8 General Rules 

as it is possible to get it; and be sure that the 
shaft at that place is heavy enough to drive it. 

Never unite two or more discharge pipes into 
one, but run them all independently to their desti- 
nation. This does not apply to the double-ex- 
hanster, where the two outlets may be connected 
in the form of a Y-branch, since both fans are run 
by the same pulley.- In the ease of several fans 
in different parts of a plant, running independ- 
ently, each having the capacity of a 14-inch pipe, 
let us suppose that two out of three fans should 
be out of commission and that the three pipes 
branched into one main whose capacity would of 
course be equal to the combined area of the three 
branches, that is to say 24 inches. In such case 
the remaining blower would soon be in trouble 
and there would be plenty of trouble in store for 
the other two ; for the large main pipe would be 
packed full of material, and it would be difficult 
to clean it out. 

Never use square pipe unless its use is an ab- 
solute necessity as may sometimes be the case 
in getting by a close place. Eound pipe is cheaper, 
neater in appearance and more efficient since there 
is much less friction created in it, and friction is 
to be avoided where it is possible to do so. 

Never flatten a pipe to get between joists, or for 
any other reason. To flatten it iu the least is to 
reduce its area and consequently to defeat the 
object sought in proportioning it. Transform 
it if necessary to a rectangle or a oblong, prefer- 
ably the latter. Make the transformer a little 
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General Rules 9 

in excess of the area of the pipe and get hack to 
the original pipe as soon as possible, avoiding 
abrupt angles in doing so. 

Never use a short radius elbow where its use 
can be avoided ; an elbow will cause more friction 
than will ten times its length of straight pipe. 

Never use a so-called "peened" elbow, by which 
I mean one with locked seams, if the object is 
to erect solid, substantial work. 

If the reader has had any experience at this 
work, it has probably taught him, to his cost, that 
when a machine operator discovers that his pipe 
has become clogged, he shuts down his machine 
and goes at it with a club, and the elbow generally 
gets the first crack. "Peened" elbows generally 
disintegrate under this treatment. There is a 
popular saying that "the best is the cheapest," 
which, while it may not be universally true, cer- 
tainly holds good here- 
in an attempt to erect a cheap job, by which is 
meant soldered joints, peened elbows tied up with 
wire, slip joints, etc., it will be discovered that the 
job is only begun by the time it should be finished, 
that is if the plant is in operation while erecting 
the work, as is generally the case. 

With the pulling and yanking generally in- 
dulged in during the act of raising and lowering 
hoods, and the throwing off of belts that may fall 
across the pipe, it will be damaged almost as fast 
as it can be repaired, unless it is as rigid as it can 
' be made. 
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10 General Bules 

Too much stress cannot be laid upon this fact. 
It has been the writer's experience as one of some 
forty or more erecting men "on the road" for 
the same concern, that those who kept it always 
in mind to put everything up to stay, not only 
"brought home the bacon" but got the job 
finished quicker. Otherwise it would have been 
necessary to go back and overhaul the first pipes, 
by the time the last were in place. 

There is no light sheet metal work known that 
is subject to more rough usage than a piping 
system, especially in a large planing mill. 

Not only is the material it is handling rapidly 
destructive of the pipes through impact on the 
curves and angles, but, as before intimated, the 
operators are never very tender in their treatment 
of them. 

Never use "grooved" pipe; rivet all work sub- 
stantially and solder all joints where practical. 

It will be suggested that some joints cannot be 
riveted. In such eases they may be bolted through 
the pipe as will be explained in the proper place. 

All elbows should be made of material at least 
two gauges heavier than the pipe. 

All main pipes should be riveted throughout 
and fitted with hand holes about 15 feet apart 
for cleaning out. These hand holes should be 
covered with slides. It is good practice to rivet 
the sections of main pipe together by means of 
these hand holes, holding on the rivets with a 
"dolly" bar, since at the end farthest from the 
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General Rules 11 

fan the pipe will be too small for a helper to 
enter. 

All tee branches should enter the main pipe at 
the side or top, never under any circumstances 
from the bottom. These should always be riveted 
on and never notched in, as the blocks and chips 
-would soon play havoc with the notches. Tee 
branches should always point at an angle of at 
least 45 degrees toward the exhauster. 

Never connect a suction pipe directly to the 
exhauster. What is known as a "fan joint," 
which is really a collar, clamped at the seam and 
easily removable, should always be used. When 
this is removed there should be a space of at least 
12 inches between the end of the suction 
pipe and the inlet of the exhauster. 

Thus, if the exhauster is out of commission, a 
set screw loose, a few rags riding the hub or a 
blade broken, repairs may easily be made without 
taking down the pipe. 

All hoods and hoppers, no matter what sort of 
material they are handling, must be assured of an 
air space at least equal in area to their outlet. 
Thus, it is not good practice to fit the top hood of 
a planer, sizer, or matcher too snugly around the 
pressure bar. If, for example, a 7-inch pipe 
is attached to the hood, there must be space 
around the bottom of that hood sufficient to let in 
enough air to keep the material moving through 
the pipe. 

"Keep everything moving," should be the slo- 
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12 General Rules 

gan of the blow-pipe-man; althongh to succeed in 
doing so is no light matter. 

Whatever may be handled, let the aim always 
be to give it the most direct route to its destina- 
tion. Put no comers, abrupt angles or pockets in 
its way and, above all, let in the air. To let out 
the air is no less important. I have seen systems 
in the South and West before the dust separator 
had made its advent in those regions, propor- 
tioned well enough and fairly erected, so far as 
the interior of the plant was concerned, hut ren- 
dered practically worthless by the manner of de- 
positing the material. 

A 20-inch discharge pipe would enter a 
vault 20 feet high and 10 feet square and, 
on the other side, higher up, or perhaps lower 
down, would be found a round hole also 20 inches 
in diameter. 

The purpose of the hole was to let out the air — 
to make a vent ; a good idea as far as it went, but 
the hole should have been at least three times as 
large. 

The air, when starting, was forced into the vault 
at a high velocity; perhaps there was a pressure 
of five ounces to the square inch behind it. Once 
inside the big enclosure, of course, it expanded 
and lost its velocity. As soon as the vault filled 
with air it became necessary for the exhauster to 
force it out of the other hole at the same velocity. 
This was manifestly impossible. 

The result was that the air not being able to get 
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General Rules 13 

out fast enough would not come in fast enough 
and, of course, the suction was correspondingly 
weak. 

While as much power was required to run the 
exhauster as would be necessary under favorable 
conditions, it was not working up to half its maxi- 
mum capacity. 

I have given this illustration to show that it is 
just as important to let out the air as it is to let 
it in. 
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CHAPTER II. 
Connecting Dust Sepakatoh and Fbedbb. 

The most important step after locating the ex- 
hauster is the dust separator, this is also practi- 
cally the starting point of the job. 

In Fig. 1 is shown a dust separator as installed 
over the boiler house of a wood working factory, 
in which A is the transformer connecting the 
round discharge pipe from the exhauster to the 
inlet H, Incidentally, these transformers should 
always be connected, as shown in Figs. 1 and 2, 
that is to say, straight on the top, and the outside 
line of transformer should be tangent to the shell 
of the separator as shown at B in Fig. 2. 

The elbow C in Pig. 2 shows the wrong way to 
connect a separator. As indicated by the arrows, 
the material follows the outside curve of the elbow 
and the lightest of it at least will thus be caught 
in the inside current and blown out of the air 
outlet before they have had a chance to strike the 
outside shell D. The dotted lines show the prox)er 
way to connect to the separator, and the dotted 
arrows show the material traveling as it should. 
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16 Dust Separator and Feeder 

After the transformer ia put on, the pipe may be 
connected at any angle. 

A single furnace feed is shown in Fig. 1, in 
which the material is supposed to drop quietly into 
the furnace and indeed it is quite necessary that 
it should do so since it is bad practice for several 
reasons to blow air over the top of the fire. The 
location of the dust separator should never be 
made a matter of guesswork, or haphazard cal- 
culation, for upon its location depends the success- 
ful working of the feeder. The main point is to 
get fall enough to drop the material from the 
separator to the grate bars at M under the boiler. 
In such a case as is here shown, the problem is not 
so difficult, but it becomes tremendously so when 
we have several boilers side by side, all to be 
automatically tired with but one separator to do 
the work. The principle involved, however, is 
shown in the illustration, and the question of fir- 
ing more than one furnace will be taken up later. 

At the bottom of the dust separator is shown a 
switch C. Let it be remembered that the pipes D 
and D^ are round, as is also the bottom of the 
separator, so the switch must be a three way, flat 
on the sides and square at h, to insure the suc- 
cessful operation of the gate, which is indicated 
by the dotted line a. 

The gate is operated by a handle set at right 
angles to it as shown, which is pulled down by the 
line c and up by the weight d, which is made opera- 
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Dust Separator and Feeder 17 

tive by fastening it to a rope whieli is passed 
through a pulley or shieve attached to the ceiling. 

This switch should be made of at least sixteen 
gange iron and only level sheets should be used, 
as it is necessary that the gate should work easily 
and yet be practically tight. It will be seen that 
by operating this gate the material may be de- 
posited either into the furnace or the dust vault. 

The pipe entering the dust vault is shown at 
D, while D' is the pipe that enters the furnace. 
It will be seen that this pipe is transformed again 
at N from a round to a square, and the square is 
then gradually changed to a rectangle upon enter- 
ing the furnace. The east iron chute G is bricked 
into the front wall of the furnace, passing through 
the cast iron front and is held in place by a flange 
e. The size of this chute, and consequently the 
end of the feeder, depends entirely upon the 
amount of material to be handled, since there is 
no air going through it. The average feeder would 
measure about 10 inches by 5 inches, the 10-inch 
side of course being parallel with the grate bars. 

The material outlet b at the bottom of the sepa- 
rator is 12 inches in diameter. The two pipes D 
and D' are also each 12 inches in diameter, con- 
siderably larger, indeed, than the 5 by 10-ineh 
hole. The reason for this is that the material as 
it is leaving the bottom of the separator, is whirl- 
ing around rapidly as it falls and would pack and 
clog in a smaller pipe. As it gets further down 
it loses its momentum and falls by gravity. At 
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18 Dust Separator and Feeder 

the point where the feeder enters the chute is 
shown a telescope joint / ; this should be made to 
fit the chute snugly and slide up into the feeder 
far enough to let it fall out of the hole. It will 
be seen that the feeder E and transformer N are 
connected by hinges. The dotted lines at F show 
the feeder disconnected from the furnace and 
swung back out of the way. 

If after the system is in operation it is found 
that the material does not fall back on the grate 
bars far enough, it will be necessary to get a little 
air through the feeder pipe. Fig. 3 shows the 
wrong way to do that. A represents m automatic 
cover held open by the action of the air escaping 
from the separator and I am aw ire that this 
scheme is practiced even now by -xperts. The 
idea is to move the counterbalance B on the bar 
C until the cover will press on the outgoing air 
just hard enough to force some of it down through 
the feeder. The effect of this operation is the 
same as that referred to in the previous article 
with reference to blowing the material into a vault 
where the vent was too small. 

The dotted lines at D show a spiral strip that 
may be riveted around the inside of the cone. This 
piece need not be more than 3 inches wide and 
the length of it should be governed by the amount 
of air needed. 

It must start from the bottom, but unless an 
unusual quantity of air is needed it need not go 
to the top of the cone. In putting this in, care 
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Dust Separator and Feeder 19 

must be taken to do a smooth job, as stringy ma- 
terial is apt to get caught on a projection and 
ultimately clog the separator. 

If a cover is needed on the top of the separator 
to keep out the rain and snow a canopy is as good 
as anything, but it must be placed high enough to 
allow free egress to the escaping air. 
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CHAPTER III. 
Piping for Automatic System of Firing Boilers. 

The present chapter shall deal with the auto- 
matic firing of three hollers with material de- 
Uvered through one dust separator. The front 
view of the layout is seen in Fig, 5, while Fig. 4 
shows a side view, that is, a view looking parallel 
with the boiler fronts. The separator is not shown 
in the sketch. Neither is the main switch which 
divides the material as it leaves the separator 
and deflects it — either into the feeder system or 
the dust bin, as this switch, which is above the 
roof, was shown in the foregoing chapter. 

It will be seen then that this plant requires four 
switches: the main switch under the separator 
and those designated by the letters, A, B, and C, 
in Fig. 5. The gates of these switches, shown by 
the dotted lines, a, b, and c, are shown half and 
half, that is to say, they stand in the center of the 
inlet in each case. The arrows show the material 
leaving the main switch as being divided by the 
gate a- in switch A, traveling through the pipes D 
and E, being again divided by gates b and c in 
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22 System for Firing BoUers 

switclies B and C, and thus flowing through the 
feeders proper, J, K, and L, I do not claim that 
setting these gates at a middle position will divide 
the material equally. As has been stated, the ma- 
terial on leaving the separator is whirling rapidly. 
This is caused hy the centrifugal motion created 
in the separator, which motion is the prime factor 
in the separating process. The material, as it 
travels through the pipe, assumes a spiral motion 
and the only way to ascertain when the proper 
amount is entering each furnace is to watch the 
fire and move the gates to right or left, until the 
desired result is obtained. 

To explain the use of these three switches, let 
us suppose that boiler No. 1 is laid up for re- 
pairs. We are then only firing boilers Nos. 2 and 
3. To do this, throw the gate a, of the top switch 
A, to the left, by pulling the cord M, and throw 
gate b in switch B to the right by letting the lever 
drop; or in other words, by slackening cord L, 
when the weight w will pull down the lever. By 
throwing gate a to the left, the material is caused 
to flow into pipe E and is divided and thrown into 
boilers 2 and 3, by gate c in switch C. 

The reason for closing gate b in switch B is to 
keep any dust that may leak from the switch above 
or back up from the Y-branch Q, from drifting 
through the pipe F and thus getting into the boiler 
room, since it is likely, if boiler No. 1 is being re- 
paired, that its feeder J will be thrown back and 
hung out of the way. 
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Another way to accomplish the same result is 
to leave gate a as it is shown in Fig. 5, and operate 
gates 6 and c, as just described. 

Thus the reader will see that any one or two of 
these boilers may he cut out by manipulating the' 
gates or all may be cut out by closing the gate in 
the main switch under the separator, thus causing 
the material to flow into the dust vault. 

I have endeavored to show in both Pigs. 4 and 
5 the manner of bracing this feeder system. 

B, E' aud S in Fig. 1 are braces made of 
wrought pipe. R and E' are supposed to be 
anchored to the ceiling, or to any convenient joist 
or girder above the work. In the front view of 
Fig. 5 the braces are shown by E^ and S'. 

The size of the pipe used for these braces, of 
course, depends upon their lengths; and if the 
reader wonders why such heavy bracing is used at 
all, the answer is rigidity. 

It not only has to support the pipe, switches, 
feeders and everything below the roof which may, 
and often does, fill with shavings when the mill is 
taking heavy cuts and the fireman is caught nap- 
ping, but it must hold it perfectly rigid. In a case 
such as we have just referred to, suppose the fire- 
man sees smoke coming from the mouths of his 
feeders. This means they are clogged, and not 
only clogged but hot. His first move is to discon- 
nect them. He does this by pulling up the slip 
point / as has been explained, and proceeds to 
clean them out. 
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24 System for Firing Boilers 

Then he swings them up to the front again and 
lets down his sUp. 

This must all be done quickly, for every moment 
lost means loss of steam, and besides, there is 
dust flying all about the room. 

If there is the least play in that system at any 
point, those sliding joints will not go back into 
place without more or less wedging and prying; 
whereas if the pipes are perfectly solid the slips 
may be entered as easily as they were taken out. 

Of course the manner of bracing this work must 
depend upon conditions and no set rule can be 
given, but no fear need be entertained of getting 
it too strong. 

The usual practice is to make draw bands, as 
shown at T and T of Fig. 4, using % hy IM-ineh 
bar iron, clamped with >i-inch bolts. In making 
the brace, first get its length, then heat the pipe 
and flatten at each end, drilling or punching one 
end for the ^-inch bolt and the other end for two 
^-inch lag screws. 

In the present case S and S* show the feeder 
braced to the top of the east furnace front, which 
is good practice where the boilers have such a 
front to utilize. In this case the casting may be 
drilled and tapped for a 5^-inch cap screw. The 
braces should be well spread, as shown in Fig. 5. 

As regards the size of the pipes to be used in a 
feeder system, this matter also is governed by 
conditions. It may, however, be borne in mind 
that a 12-inch roimd pipe will deliver all of the 
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shavings that one furnace will bum, and this re- 
quires a feeder 11 J^ by liyi incites in size, taper- 
ing to 5 by 12 inches. It may sometimes happen 
that there is not sufficient room directly under 
the boiler for a feeder nozzle. In that case the 
pipe must be divided and a hole 4J^ by dyi inches 
cut out on each side of the center, as near the 
boiler as necessary and two 10-inch pipes used, 
the feeders being made 9>2 by 9J^ inches, taper- 
ing to 4 by 9 inches. 

It will be seen in Fig. 2 that the pipes D and E 
are considerably larger than the pipes supplying 
the feeders J, K and L. This is because either of 
these pipes may, in an emergency, be used to sup- 
ply two feeders. 

In this case the large pipes should be twice the 
area of the small ones. 

In Figs. 4 and 5 are shown semicircnlar doors 
swinging from hinges attached to the fronts. 
These are really the flue caps. Care must be 
taken to place the hinged joint of the feeder J', 
Fig. 4, a sufficient distance from the front to 
allow these doors to swing open. 

Lastly, the elbow switches and feeders on this 
job should be made of No. 16 galvanized iron, the 
gates still heavier, and the pipe not lighter than 
No. 20 galvanized. All joints must be securely 
riveted and soldered and tightly covered hand 
holes must be placed at convenient distances for 
cleaning out purposes. 

Perhaps the idea will occur to the reader that 
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26 System for Firing Boilers 

one of these switches is superfluous, that the same 
work would be done with the top switch and 
switch B, for instance, letting the supply pipe to 
boiler No. 3 run from the top switch. 

It must be borne in mind that the air needed to 
clear all of these feeders is primarily controlled 
by the top switch and if a light feed should he 
wanted in boiler No. 3 and the top switch thrown 
to the right so far as to almost close it, an exces- 
sive quantity of air would be blown under boilers 
1 and 2. Whereas, in the present layout, if too 
much air or too much material is carried either 
to right or left, it can still be regulated or de- 
flected into boiler No. 2, or taken from it as the 
ease may require. 
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CHAPTER IV. 
Constructing the Feeder Nozzle and Switch. 

In the present chapter we shall try to show in 
detail the manner of constructing the feeder noz- 
zle and switch previously described ; also the long 
shavings switch shown in Fig. 9. 

Mention has been made of the slip joint of the 
feeder, which is here shown at A and A^ in Fig. 
6. This slip joint is made of material of the same 
gauge as the feeder proper, that is, No. 16 gal- 
vanized iron, riveted smooth inside and stiffened 
at the upper end by a band of !4 by 1-inch iron 
as shown at C and C. 

This sUp is made H inch larger all around than 
the feeder B and B' to insure easy working and 
has two catches, D in side elevation and D' in 
the bottom view, bent at the ends as shown. Two 
clips E and E' are shown riveted to the feeder 
bottom, flush inside, through which these catches 
slide. 

By pulling on these catches by means of the 
bent ends it will be seen that the nozzle will slide 
up until the band C strikes the clip E, and this 
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operation will allow the feeder to drop out of 
the hole. 

It will be seen that the space F F' on the feeder 
proper must be made perfectly straight. Since 
a 3-ineh slip is sufficient to hold the feeder in the 
casting, the space between F and F' must be 6J^ 
inches. Then from the line F^ E of the side ele- 




FIG. 6. — DETAIL OF FEEDER NOZZLE, SHOWING SLIP 
JOINT. 

vation the top and bottom curves of the feeder will 
start at whatever radius they require. 

In Fig. 7 is shown the proper method of con- 
structing what is generally known in blow-pipe 
parlance as the "regular" or short shavings 
switch. 

What we aim to show is the best method of con- 
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FIG. 7-— DETAILS OP "eEGULAR" SWITCH. 
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strueting it. In the upper drawing is shown a 
plan of the switch, the dotted Unes A' A^ A° show- 
ing the gate, whilo the lower drawing shows a 
section on the center line of the plan. In this 
view the gate is shown at B, thrown to the left, 
the handle being shown by the dotted lines at B'. 

In Fig. 8 is shown the manner of constructing 
the frame for this gate, C and C show a ^-inch 
round bar bent at right angles, C- being the 
handle with a welded eye C at its end, which 
should be three-quarters of an inch in diameter. 
The distance designated D should be the width of 
the body of the switch. 

A sheet of No. 14 gauge iron long enough to 
reach from the top to the bottom, as sbo^n by 
D', bent around the bar C and brought even with 
the top again and made 'A inch narrower than the 
inside measurement of the switch, constitutes the 
body of the gate. This may be riveted through the 
bars E and E and must be closed together and 
riveted on the sides, as indicated in Fig. 7. It 
will be seen that by bending this around the bar 
C the gate on the outside is made perfectly smooth. 

In Fig. 7 are shown the riveted lap joints in 
the body of the switch. These are designated by 
F in the section and F' in plan. Thus it will be 
seen that this switch, to be made properly as well 
as economically, must be made in five pieces and 
have all laps on the corners. The throat G Is one 
piece and this piece must be put in last after the 
gate B is fitted. 
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It will readily be seen that there can be no lap 
between the points K and K, since the gate must 
swing between these points. It will also be seen 
that the space between lines H and H' is necessary 
between the body of the main switch and the inlet 
J for the end of the gate to swing in, and in view 
of these necessities I think the reason for making 
the switch in five pieces becomes apparent. 

The bars E and E in Fig. 8 are of H by 1-ineh 
iron scarfed to nothing on the upper end as shown 
and welded to the round bar C. 




-FRAME WORK FOR GATE. 



In Fig. 9 is shown what is generally termed the 
long shavings switch, and is the only switch that 
can be used successfully in stave mills, barrel fac- 
tories, tub factories and mills where dressed Cot- 
tonwood products are handled, or any plant 
where long, stringy shavings are made. 

I have shown both of these switches as they 
would stand on the shop floor in course of erection 
upside down. The inlet or top of the switch is 
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shown at F, while G and G designate the two out- 
lets. B and B show the pockets directly under 
which the top bars of the gate are located. 

The handles of these gates, C and C^ instead 
of being at right angles to the gates, as in Fig. 7 
and 8, are parallel with them and operated by 
having the cross bar H H' bolted to them. As 
these gates both swing together, one of them when 




VCIITIML liCTIOH 

FIG. 9. — DETAILS OP LONG SHAVINGS SWITCH. 

set will be directly over the point D. It will thus 
be seen that there is no chance for any material 
to get caught anywhere. The reinforcing pieces 
shown at E E should be made of at least }i-mch 
material, since they are really the bearing for the 
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gate bars. Beinforcing pieces are also shown in 
Pig. 7 at K and K. 

A division plate is shown at D reaching to with- 
in 1 inch of the end of the gate C. This inch of 
space is necessary, since, when operating the 
gates, a long shaving or a bunch of them might 
catch at that point, while with that inch of space 
they will not be pinched by the gate and will ulti- 
mately fall off. These gates must always be 
thrown completely over and never placed in an 
intermediate position, since the stringy shavings 
will catch easily on the division plate D. 
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CHAPTER V. 
Piping System for a Plaminq Mill. 

In Fig. 10 is shown the plaa of a piping system 
for a planing mill. The object of this sketch is to 
show the manner of tapering the pipe, the leads 
from each hood, and the proper location of the 
exhauster. 

As shown in this plan, there are five heavy ma- 
chines in the mill. First, a "sizer," which is a 
large, four-headed planing machine for dressing 
what is called "dimension" timber. Sizers are 
used largely on this account for dressing ship 
timbers. 

The next is a double surfacer, which is a top and 
bottom head machine. Then there are two flooring 
machines, used for getting out all sorts of tongued 
and grooved stuff. The band re-saw on the end is 
also a large eontributer when ripping timber for 
the sizer and surfacer. Note that the fan is set 
as near as possible to the heavy work. Care must 
be taken also to get a good long drive for the belt, 
which must be a heavy belt, even if it is necessary 
to use a counter-shaft. It is probably not gen- 
erally known that a blower requires an amo'int 
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of power out of all proportion to the size of it. 
The blower shown in this sketch would require no 
less than 20 horse power if kept up to speed on 
heavy work. 

To determine the size of the blower needed, first 
determine the size of the pipes. And right here I 
can offer a bit of advice. First find the men that 
run these machines and talk to them about them. 
I learned long ago the wisdom of listening to their 
suggestions. 

For instance, in the present case there would 
probably be a man about tliat mill who had run 
the sizer or one like it. He can tell what class of 
work it does and how heavy the cuts are. For this 
machine I have shown a 7-ineh top pipe, a 6-inch 
bottom pipe, 6-inch heavy side pipe, and a 5-ineh 
hght side. This is about what the average timber 
dresser would require, but there are exceptions. 

On any four-headed machine, the top head does 
the heavy cutting, the bottom head the surface 
cutting. Also, one particular side head knocks off 
the big chips, while the other simply cleans up. 
That is why, on the sizer and flooring machines, 
one side pipe is shown larger than the other. 

All flooring machines, or matchers, as they are 
sometimes called, will require the sizes shown, 
namely: Top, 6-inch; bottom, 5-inch; heavy side, 
5-inch ; light, 4l4-'mch. 

A 7-inch pipe will handle the cut from the top 
head of a double surfaeer unless it is used for 
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dressing timber wider than 20-inch, in which case 
an S-inch pipe should be used. 

A 7-inefa pipe, if the hood is properly made and 
fitted, would do for a light cut up to 24-inch, but 
in some cases this machine does the timber dress- 
ing. 4 by 6-ineh timbers are shoved in side by 
side until the whole width of the knife is taken up. 

Now, having determined the size of each pipe, 
find their areas and add them together. In the 
present case the combined areas are a Httle in 
excess of that of two 18-inch pipes, so we have 
taken the next highest unit, 19-ineh, and used a 
fan with 18-inch inlets and outlets. 

By doing this the maximum of efficiency is ob- 
tained with the minimum of power. We have fig- 
ured from the basis of 19-inch. Starting on from 
B of Fig. 10, substract the combined areas of a 
6-inch, two 5-inch and one 4!^-inch pipe from the 
area of the 19-ineh, and the result will be a trifle 
less than the area of a 16-inch pipe, and so on. 

If the answer comes above any figure, take the 
next higher. 

Now as to tapering, never start to diminish the 
capacity at any point between the branch and the 
fan. Tap into the straight pipe and reduce beyond 
it unless, as shown in Fig. 10, there are four 
branches in close proximity. In this ease, of 
course, one or even two may be tapped into the 
tapering part ; in fact, they should be, but be sure 
that the capacity of the taper at the point tapped 
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at least equals the capacity of every pipe be- 
yond it. 

In Fig. 11 is shown what is Imown as the tele- 
scope hood. Such hoods are for the side heads of 
a flooring machine. B and B' show the cutter 
head, while the arrow shows the direction of its 
rotation. The collar for the pipe shown at D and 
D' should always be placed as shown, so that the 
suction will be strongest at the point where the 
chips leave the knife. One of these hoods fits over 
the other and each hood will follow the knife out 




FIG. H. — DETAILS OP TELESCOPE HOOD. 

or in to suit the varying widths of boards, and 
hold in position, after everything is set, by tight- 
ening the thumb screw C C. This screw is fas- 
tened securely near the end of the inside hood, and 
a reinforced slot as long as desired is put in the 
outside one. 

In Fig. 12 is shown a design which is a good 
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one for the top head of any machine whose chip 
breaker curves over the knives as shown at A. 

It will be seen that the pipe B is placed in a line 
with the flow of material, which will be thrown 
off at an angle by the curved chip breaker. 

At A in Fig. 10 is shown a Y branch, connecting 
two 18-inch outlets to one 27-inch discharge, the 
27-inch discharge having the capacity of two 19- 
inch pipes. This Y branch should have a narrow 
spread, so that the material, when it enters on one 




PIG. 12. HOOD FOB A TOP CTTTTEH HEAD, 

side, will not counteract upon that entering the 
other. At B and B' are shown the "fan joints" 
spoken of before. 

It will be seen that by bracing this work prop- 
erly, repairs to the fan may be easily made. The 
discharge is always bolted on with cap screws. 
These may be taken out, the fan joints taken off, 
when the fan may be lifted entirely clear of the 
pipes. 
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CHAPTEE VI. 
Pipe Connections fob a Floobinq Machine. 

In this chapter we shall give attention to the de- 
tails pertaining to an individual machine. Fig. 
13 shows the connections for the top and two side 
heads of a flooring machine. The pipe from the 
bottom head is generally ran across the floor, or 
under it, if possible, to a convenient upright, and 
then np and across to the main. There is no trick 
in connecting this bottom head, but the construc- 
tion must be such that the pipe can be easily dis- 
connected in case it becomes filled with shavings. 
It will be seen that no "cut oflfs" or "gates" are 
shown in these sketches. I do not think they 
should be used except on floor sweepers or for 
some machine for which an allowance has not been 
made in the main pipe. It is true that the manu- 
facturers of blowers advocate the use of cut offs, 
or did when they put out catalogs descriptive 
of blow-pipe work, but it has been amply proven 
that the indiscriminate use of them is a detriment 
rather than a benefit. 

To illustrate, let us suppose that the machine in 
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FIQ. 13 PIPE CONNECTIONS FOB A FLOORING MACHINE. 
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Fig. 13 and another of the same capacity side by 
side are both shut down and all gates are closed. 
That means that 165 square inches of area, prac- 
tically equalling the capacity of an 143-2-inch pipe, 
has been shut off. On the average job that would 
mean considerable more than one-half the capacity 
of the main pipe at the fan. 

The suction, while greatly increased at the inlets 
remaining open, would be weakened in the big 
main to such an extent that the material will in- 
variably collect on the bottom, not only in the main 
suction, but in any elbows that may be in the dis- 
charge pipe, and no amount of pounding on the 
outside of the pipe or speeding of the fan will 
move them once they become packed in the curve 
of an elbow. 

It may be argued that judgment should be used 
in closing these gates, that enough should be left 
open at any point in the plant to insure the en- 
trance of air enough to clear the big pipe. This is 
good argument perhaps, but the average machine 
operator is lacking in judgment in matters involv- 
ing such intricacy, which is the chief reason for 
his being a machine operator. 

The best argument in favor of "cut off" is that 
every pipe cut off reduces the power required to 
drive the fan. 

This is a fact, but where is the saving! 

The coal bill argument falls flat here, because 
the average mill doesn't burn it. Their problem 
is not to save fuel, but to consume it. If the mill 
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has not power enough to drive the fan wide open 
the job will be a failure whether cut offs are used 
or not. 

In Fig. 13, A, A, A show the clamp braces at- 
tached to the horizontal pipes. Fig. 14 shows an 
enlarged view of one of these braces. 

The clamp A in Fig. 14 is made of 1 by >i-ineh 
band iron, as are also the two straps B and B'. 
The straps are held to the clamp by a ji-inch bolt, 
and are ' ' draw nailed ' ' to the 2-inch piece D, which 
is nailed to the joists above, as shown. 

The board C is fitted to the pipe as shown, and 
also nailed to the 2-inch piece D. The straps are 
then drawn tight by pointing the nails slightly up- 
ward. 

The manner of guying these uprights is shown 
in Fig. 13. The center or top head pipe is first 
securely guyed four ways ; the two side pipes are 
then strapped to it as shown, and guyed two ways 
on the outside. For this purpose 5/16-inch bar 
iron should be used, the straps being of 1 by 'A- 
inch bar. This not only makes a neat appearing 
job, but is perfectly rigid, as it should be. 

A lifting cord for the top hood is shown at B in 
Fig, 13. The cord is run through two awning pul- 
leys attached to the lug band, and fastened to the 
hood on each side. This is to facilitate the rais- 
ing of this hood, which at best is an awkward job, 
since the hood is difficult to reach. 

B^, C and C^ are slip joints, which are necessary 
for the raising and removing of the hoods, also for 
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the telescoping of tjie side heads, as described in 
a previous chapter. 

In Fig. 16 are shown the swinging or knuckle 
joints. The hinges are made of two pieces of 1 by 
3^-inch bar, the upper one being offset and fitted 
over the lower one to form a flat surface against 




Fig. 15. Fig. 16. 

DETAILS OF CLAMPS AND JOINTS. 

the pipe. The lower one is countersunk on the 
under side for a screw head stove bolt. The upper 
joint of the swing is expanded on opposite sides, 
as shown, in order to allow the lower joint to 
swing. Care must be taken not to expand the joint 
too much. 

The "lug bands," shown in Fig. 15, are also 
made of 1 by J^-inch bar. Bars of this size are 
used to clamp the galvanized sheets together, and 
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are consequently plentiful in the shop and ideal 
for the purpose. Certainly, if one is regularly en- 
gaged in the hlow-pipe business on an extensive 
scale it pays to have the lug bands east ; they must, 
however, be malleable. The bands shown in Fig. 
15 are made with a draw on each side, as shown 
at B and B', and a Yi-inch bolt is used to draw 
them together. The guy lugs, shown at A, are 
flush, riveted to the side of the band. 

D D' and E iu Fig. 13 are sleeves, which consti- 
tute the outer section of the telescope. These are 
stiffened at the lower end by a 1 by >^-inch band, 
flush riveted to insure easy working of the sUp. 
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CHAPTEE VII. 
Designs for Hoods and Sweepers. 

The present chapter will deal with the design 
and application of saw hoods and floor sweepers, 
also a shaper hood. 

In Fig. 17 is shown a hood attached to a hand 
saw, together with an enlarged view of the same. 
In the enlarged view the door is shown open. This 
door is necessary, as without it the saw could not 
be taken from the wheels. A piece of wood W, 
is fastened along the bottom of the hood inside, 
having a slot through which the saw runs. This 
hood is very efficient since it is not enlarged to any 
extent above the diameter of the outlet pipe — or 
suction. The suction at the saw is therefore very 
strong. 

In Figs. 18 and 19 are shown two styles of cir- 
cular rip saw hoods. These hoods may, of course, 
be used for crosscut saws as well, both being table 
saws. In the writer's opinion No. 1 is the better. 
It is cheaper than the other and practically an- 
swers the purpose, but, theoretically speaking. No. 
2 has the best of it. 
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These hoods must be made wide enough to per- 
mit of the saw being taken off the mandrel and 
have the aide cut out as shown, so that the nut and 
washer may be easily removed. The pipe connec- 
tions must, like all bottom hood connections, be 
made removable to facilitate cleaning out. 




FIG. 17. BAND SAW HOOD. 



In Fig. 20 is shown the manner of handling a cir- 
cular re-saw. It will be seen that a large door is 
placed in the side of this hood, which must be made 
large enough to admit of the saw being slipped off 
the mandrel. It is a two-man job to remove this 
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saw and the hood must be entirely out of the way. 
This hood should be made of extra heavy material 
since the centrifugal force of the saw is very great 

>^^ 




FIG. 18. EIP SAW HOOD. 



>^-"-^^, 




FIG. 19. ANOTHER FORM OF HIP SAW HOOD. 

and the material thrown off is coarse and heavy. 
In Figs. 21 and 22 are shown designs for a top 
and bottom floor sweeper. By top floor sweeper 
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is meant the sweeper that must be placed on the 
upper floors of a mill if the main pipe is under- 
neath. 




FIG. 20. — CmCUIAB RE-SA.W HOOD. 




FIG. 21. — MAIN FLOOB SWEEPER. 

It will readily be seen that if a simple floor 
flange is used to sweep into, nails, nuts, bolts, or 
any heavy foreign matter would be swept into the 
pipe. At A in Fig, 22 is shown an angle plate 
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riveted inside the hood. The material is never 
swept into the hood, or should not be, but is pushed 
near enough for the suction to take it up. The 
angle plate necessitates the lifting of the material, 
hence anything heavy enough to do damage will 
not get over it. 

Fig. 21 is the common type of floor sweeper, the 
inlet being rectangular and not much in excess of 
the size of the pipe. The doors shown at B and C 
in both sketches must be closed when not in use, 
as it is not the rule to allow for floor sweepers in 
figuring capacities. 




PIG. 22.— TOP FLOOR SWEEPEB. 

I do not think it is good practice to flare out the 
inlets of floor sweepers, because the broom artist 
is thus encouraged to pile the shavings up in front 
of it and see how much he can make it swallow. He 
generally chokes it and has to clean }t out for 
his pains. 

Fig. 23 shows the design of a hood for a shaper, 
or, as it is sometimes called, a variety molder. 
This machine is simply a cutter head, on the end 
of a perpendicular shaft, sticking through a table. 
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The operator may work at it from any position. 
For this reason the hood is made to revolve at A, 
the pipe being exactly over the center of the shaft. 




FIG. 23. — SHAPEB HOOD. 

The hood is thus always the same distance from 
the cutter and may easily be placed in the position 
wanted. 
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CHAPTER Vni. 
Hoods fob Special Machines. 

I have described in previous chapters the hoods 
most eommonly used, with a view of acquainting 
the student with the basic principle of hood con- 
struction in general. It would be a difficult mat- 
ter to set before the reader in detail the many 
different styles of hoods necessary, for instance, 
in a wagon or carriage factory, where axle lathes, 
drum Sanders, belt sanders, disc sanders, double 
cut-off saws, tenoners and many more or less com- 
plicated machines abound, and where the material 
handled is selected from hard wood dry and light. 
I think it is hardly necessary to do so and am a 
little afraid of befogging the reader's mind with 
too much description. 

I propose to deal in this chapter with the appli- 
cation of the principle already described as adapt- 
ing all hoods to varying conditions. This line of 
endeavor calls for a high degree of intelligence, 
and I will say in passing that in no branch of it is 
intelligence and ingenuity a greater factor than in 
the hooding of machines. 
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I have described in a previous chapter how a 
" flooring machine shouM be piped. The same pro- 
cedure is necessary with molders and stickers. A 
flooring machine, when running steadily, will 
knock off a good sized wagon load of shavings in 
an hour, yet such a machine, when properly piped 
and hooded, will not drop a good sized keg full of 
shavings in two hours of cutting. 

Molders and stickers, owing to a difference in 
construction, as well as to the variety of work they 
do, are more difBcult to pipe successfully, and in- 
deed the results obtained with the flooring machine 
will not be expected of them, and certainly should 
not be promised. 

The planing mill and sash and door factory are 
really the easiest plants to pipe successfully and 
are good places for the beginner to get his initial 
experience. Wagon factories, furniture factories 
and plow factories may be placed in the same 
category. 

The stave mill or barrel factory is in a class by 
itself and is perhaps the most difficult of all wood- 
working concerns to pipe. This being the case, let 
ua tackle it now. There are in all stave mills what 
are known as stave jointers and also heading 
jointers. In these machines the knives are on the 
side of a large wheel. The operator stands before 
it, clamps the stave or heading "bolt" upon a car- 
riage, pushes it against the rapidly revolving 
wheel, when a shaving is taken off the full length 
of the stave, if the "bolt" is a little green, which is 
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often the case. Thus it will be seen that this plant 
requires what is known as a long shavings fan. 

The long shavings fan has no rim on the wheel 
and consequently nothing for the shavings to 
catch on. 

The stave, or heading jointer, however, is a fan 
in itself, the whole being encased in sheet iron, 
with an outlet the same as a fan. The inner por- 
tion of the knife acts as a fan blade and the center 
of the wheel is the air inlet. Such wheels will take 
care of their own shavings for a distance of not 
more than 150 feet on a horizontal line, but there 
must be no elbows in the pipe, except the one leav- 
ing the outlet, if the outlet is perpendicular, and 
there is no perpendicular rise in the pipe. 

If the boilers or shavings bin are too far away 
from these macliines, we must run them indepen- 
dently into a separator and connect the separator 
into the main suction of our fan, always near the 
fan itself. Never blow air into a main suction. 

There are also in this mill what are known as 
equalizing saws, two saws run on the same shaft, 
which saw the stave or the heading bolt the proper 
length, sawing both ends at the same time. 

The hood described in Chapter VII, attached 
to a circular re-saw, is the hood to use here, but 
it should be made of No. 12 steel. The door 
should be flanged in along the top between the 
hub of the saw and the cutting edge, as close to the 
saw as possible, to prevent thin blocks from enter- 
ing the pipe. 
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If tight barrels are made in this shop we may 
be asked to pipe what are known as barrel lathes. 
Don't do it. The barrel is set in a machine which 
clamps it at each end and causes it to revolve 
rapidly. The operator applies a tool to it some 
thing on the order of a spoke shave. He produces 
an abundance of splinters, which are perfectly 
straight and about the length of a toothpick. 
These can only be successfully handled with a 
wheelbarrow or some sort of belt conveyor. 

To depart for a moment from the subject of 
hoods, while discussing a stave mill proposition, I 
wish to impress the reader with the fact that a job 
in such a plant must be constructed of especially 
heavy material and must be solidly erected. 

There must be no crotches, projecting edges, or 
3ven high rivets in any pipe for long shavings to 
cUng to, and the material outlets of all separators 
must be made especially large. 

Spiral pieces, such as described by M. F. H., in 
Chapter XIV, and by the writer in a chapter fore- 
going, must be put in the cones to stop "whirling," 
or the long shavings will invariably clog the ma- 
chine. So much for a stave mill or cooperage 
works. 

In wagon shops and furniture factories the 
work is pretty much alike. The wood, as I have 
said, is dry and hard and there is a great deal of 
Sander dust to handle. Now a belt sander is not 
an easy thing to hood successfully. 

It is nothing more nor less than a sandpapered 
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belt rinining over two pulleys, and is used for 
sanding spokes, felloes, chair rounds, legs, etc. 
Do not make the mistake of using a wide flaring 
hood for this, but so construct the hood that the 
suction will be thrown near the belt at the point 
where the dust leaves it. 




FIG. 24. — THE BIGHT WAT. 

A wide flaring hood is always a waste of mate- 
rial, unless the shavings are thrown directly at it. 

In this factory will be found a double cut-off 
saw. These saws are like the equalizers in a stave 
mill, with the difference that the saws can be 
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moved apart or brought together to saw pieces of 
varying lengths. 

The hood for the movable saw, therefore, must 
be connected with a telescope joint if the pipe is 
beneath the floor, and with a swinging telescope 
if the pipe is above it. 

In either a furniture or wagon shop will also be 
found several tenoning machines. These ma- 




PIG. 25. — THE WHONQ WAT. 

chines knock oflf a light curly shaving which is 
generally very large. For this reason a large 
pipe should be used, more for the sake of room 
than anything else, as a strong suction is not 
needed. The proper hood for this machine will 
readily suggest itself, as there is only one way 
of hooding it. 



..,■ Google 



58 Hoods for Special Machines 

It is well to remember always, that the outlet 
of any hood should be so placed, if posBible, that 
no chips will fly past it to be deflected back on 
the knives and thereby thrown out of the mouth 
of the hood. 

The illustrations show the wrong way and the 
right, and generally the most practical way. 

It is not always easy to tell by watching the ro- 
tation of a cutter "in the wood" the direction 
taken by the bulk of the shavings. I have found 
it good practice to hang a board in front of the 
knife and note where the chips hit the board. 

There is no work more interesting than that of 
studying out hood designs and none requiring 
more originality. 

Don't be afraid to experiment, and don't de- 
preciate any advice from the "presiding genius" 
of the machine. 
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CHAPTER IX. 
Pbopeb Constbuction of the Sepabatob. 

We have spoken of blowing the material from 
stave jointers into a separator independently, 
and thence into a main suction near the fan. 

If one or more pipes are connected to a sepa- 
rator, care must be taken that they are not so 
constructed that the material will pack in the inlet. 

Fig, 26 shows a plan and elevation of a cyclone 
separator in which, at AAA, three small pipes 
are shown entering the inlet. If for any reason 
the bottom one of these three pipes is not work- 
ing, if the jointer is shut down for instance, the 
light dust from the top pipes will gradually back 
into it and, in a very short time, it will become 
clogged. For this purpose a special separator 
should be made with each pipe tapped into it in- 
dependently, as shown in Fig. 27. This is noth- 
ing more or less than three pipes joining a cylin- 
der tangentially, each pipe being at right angles 
to the axial line E. 

The reader may think that this is rather a 
simple looking contrivance, perhaps too simple 
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PIG. 26. SEPABATOB WITH PIPES ENTEBINO AN INTjBT. 
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FIQ. 27. BBPAKATOE WITH PIPES ENTEBINQ TAHQBK- 

TliLLY. 
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to be effective. Let me say in passing that he 
who has traveled mnch and has had an eye out 
for such things, has seen many different styles 
and shapes of separators. While it is not my 
business to criticise any make or design of sepa- 
rator, I think it but just to assure those who have 
wondered why some are so oddly shaped and com- 
plicated, that the person with the simple pattern 
got on the market first and the other fellow had 
to complicate his to get it patented. 

The principle involved in a "dust arrester" 
which, by the way, is the proper name for it, is 
centrifugal force and nothing is needed to create 
this but a cyUnder with a tangential inlet, a cone 
at the bottom of the cylinder for the purpose of 
collecting the material and depositing it after the 
wind has left it, and an outlet for the wind which 
should be at least three times the area of the inlet, 
with a tube reaching down an inch or so below the 
bottom of the inlet, as shown at D in Fig. 26. 

Now, of coarse, the matter of proportions of 
the body of this machine should be considered. 
The inlet of it, except in such special cases as 
those oust mentioned, should be rectangular and 
something in excess of the round pipe that enters 
it, the excess being enough to overcome the fric- 
tion due to transforming. Suppose, then, we are 
making one for a 24-inch pipe, the inlet (C in 
Fig. 28) should be 16 by 30 inches; the wind out- 
let A, 42 inches, about three times the area of 
24 inches ; the shavings outlet B, 14 inches ; the 
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PIG. 28. COBBECT METHOD OF CONSTEUCTING SEPA- 

BATOB. 
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shell diameter, 6 feet 6 inches: hight, 32 inches; 
hight of eone, 60 inches. 

At E in Fig. 28 is shown a disc fastened to the 
tube D by braces, shown by dotted lines. The 
disc should be made somewhat larger than the 
shavings outlet. Its purpose is to prevent the 
material from being caught in a center current 
and carried upward. 

This current is apt to form if the disc is not 
there. It should be placed so as to leave a space 
of from six to eight inches between its edge and 
the side of the cone. If a spiral is put in the 
separator the disc will not be needed. 

I will assure the reader at this point, that a 
dust arrester, made in the proportion here given, 
will work as close, by which I mean, lose as little 
dust, as any machine of its kind ever built. It 
is no better and no worse than the other success- 
ful types. It may be made larger and still do 
as well. It should not be made much smaller. 

To touch again upon the subject of depositing 
material from a separator into a fan, I will say 
that this practice gives excellent results in a large 
mil], where three or four fans are used, and the 
distance to the fire-room is so great that dis- 
charge pipes from each fan to the boilers would 
be an expensive proposition. Collect the material 
from the fan farthest away into a separator and 
deposit it into the next fan ; the same with the 
next, and so on, letting the fan nearest the 
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furnaces carry the whole product to the separator 
at that point. 

Now, with a good suction pulling at the bottom 
of the separator, the pipe need not be larger than 
from 6 inches to 9 inches, according to the size 
of the machine and the amount of material han- 
dled. This should never be practised, however, 
in a long shavings plant, and it is rather risky in 
a planing mill, because there is too much material 
to handle. But it Is an old scheme in sash, wagon, 
and furniture factories and the like. 
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CHAPTER X. 
Efpiciehcy of the Exhaust Fan. 

I am indebted to one of the well-known blower 
concerns for the capacity table printed in this 
chapter. This is presented for the reason that 
the power required to drive exhausters is an im- 
portant factor, when a deal is being negotiated 
in the piping business. Yet it is a factor very 
often regarded as one of small importance. 

By referring to this table the reader will see 
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TABLE DF 

SPEED, CAPACITY AND HORSE POWER KEQIHRED FOR 

STEEL PLATE EXHAUST PANS. 

how increasing the speed of a fan by a few revo- 
lutions will more than double the amount of power 
required to drive it. Take, for example, the 40- 
inch exhauster fourth in the lower table: 4 horse 
power will drive it 1,090 revolutions per minute, 
yet to drive it 1,785 revolutions, an increase of 
speed of but 695 revolutions, requires 17.35 horse 
power. The reader will note also the last atate- 
ment made underneath the table, viz.: "If the 
suction area is less than the inlet of the fan, the 
power and volume will be reduced and the pres- 
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sure increased." Thns, if it is a question of 
power with the prospective purchaser, sell him a 
larger fan, 

I am indebted to the same concern for another 
table, given below, and which shows how speed 
can be cut down and power saved by adopting the 
suggestion. 

To quote the American Blower Company : Sup- 
pose we have 284 square inches of area in all the 
branch pipes and the main suction pipe after the 
last branch is taken in — 19 inches in diameter. 
The various sizes of fans which can be applied, 
with their respective results, are shown in the 
table below, this being based on 100 feet of suc- 
tion pipe, 100 feet of discharge pipe, four elbows 
in the pipe and a properly proportioned sepa- 
rator : 
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Thus it will be seen that to use a 60-ineh fan in- 
stead of a 45-ineh is to reduce the power more 
than one-half. I beg to remind the reader that 
these deductions are the result of scientific tests 
and are indisputable. 

Another factor to be considered here is wear 
and tear. It is obvious that a 45-inch fan running 
at the rate of 1,300 revolutions per minute will 
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wear faster than a 60-iiicb running at the rate of 
only 650 revolutions per minute. It is not only 
the difference in speed and consequent reduction 
of friction that counts, hut the larger fan is 
heavier. 

There is another fact connected with these fans 
and, indeed, with all exhaust fans that have a 
standing, which it ie well to know. The bearings 
are self-oiling and the oil chamber is very large. 
The man who is instalUng a piping system should 
see to it that these chambers are filled with good 
lubricating oil before the fan is started. 

In previous chapter I stated in effect that there 
may be a question of patent rights on dust ar- 
resters. It may not be generally known that 
there are at least two makes of dust arresters still 
protected by patents. The old style "cyclone" 
pattern, as it is called, a sketch of which appeared 
in Chapter IX, may now be built by anyone. 

The cheapest way to build these machines is 
to construct the top of wood, sawing it out in seg- 
ments. The wood should be seasoned pine about 
1 inch thick, or J^-inch dressed. Cover both sides 
with No. 24 galvanized iron, being sure to have 
no laps near the joints in the wood. It is not 
necessary to nail the wood segments together as 
the lining will hold it rigidly. Then nail this top 
to the shell, which should be made of heavy gal- 
vanized iron, since it is subjected to a great deal 
of friction. The cone need not be so heavy but 
may be made one gauge lighter. This should be 
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riveted to the shell and the whole should be either 
soldered or cemented inside. 

The top, if made of wood, should be well sold- 
ered to protect it from the weather, which would 
otherwise soon rot the wood. With regard to 
cementing these separators inside, there may be 
some who will question the advisability of this 
procedure. 

I will state here that if one has a fan with a 
large amount of discharge pipe, it will pay to 
build the whole of black iron, separator and all. 
Common putty, if forced in behind the laps inside, 
will remain there and perform its function as long 
as the job lasts. 

Eecently the writer saw such a job which he had 
installed nine years ago, and which to all appear- 
ances was good for nine years more, putty and all. 
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CHAPTER XL 

ITbe of the Two-Way Mixing Valve and the 
Automatic Dampeb. 

In lumber plants, by which I mean the mills 
where lumber is made from the standing timber 
ready for the market, it is often the case that the 
sawmill is situated at a distance of from five hun- 
dred to a thousand feet from the planer on which 
it is to be dressed. 

I have never blown shavings a thousand feet, 
and I really doubt if it can be done successfully. 
In a straight pipe tiiat long the material will ar- 
rive at the suction end of the job if the blower is 
kept up to speed, but I doubt if the ordinary re- 
sults will prevail. 

I know, however, that they may be blown a dis- 
tance of six hundred feet in a comparatively 
straight line with fairly good results all around. 
Of course, I am assuming that a separator is used 
at the end of the pipe in both cases. 

Suppose we were piping a large planing mill and 
using a double 60-inch fan, and suppose the pur- 
chaser wanted part of the product delivered at 
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his sawmill six hundred feet away. Ordinarily a 
gate valve would be put in the discharge pipe 
somewhere near the fan having a 35-lneh inlet and 
two 35-inch outlets, one for the sawmill and one 
for the planer. Of course this would be a poor 
expedient, for it is obvious that while the sawmill 
is being supplied no shavings oould be fed into 
the furnace of the planer. The gate could not be 
set half-way because the fan only produces wind 
enough to clear the pipe, and if half of this were 
thrown into another pipe neither of the pipes 
would "clear." If an ordinary Y-branch were 
used, of course the shavings could not be con- 
trolled, and there would be times when practically 
no shavings would be wanted at the sawmill. 

The mixing valve is a valuable device for two 
reasons — it will throw 85 per cent, of the shaviugs 
either way and by its use a pipe just half the size 
of the fan outlet is all that is needed to dehver 
the goods either to the planer furnace or that of 
the sawmill six hundred feet away. 

When we consider the difference between the 
cost of six hundred feet of 35-ineh pipe and a sepa- 
rator large enough to handle it and the same 
amount of 25-inch pipe and a smaller separator, 
we find that this is no small item. Again, we 
might have one fan in the mill and two separators 
both at the mill, one over the furnace and one 
over a storage vault for shavings that are sold 
and hauled away in wagons. Here the mixing 
valve is necessary again, for with its use two 
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small separators can be built, the combined capac- 
ity of which would equal that of the fan. With- 
out ita use each separator would need to be of a 
capacity equal to the fan. 

In Fig. 29 is shown a plan and side elevation of 
the mixing valve. The inlet A has the capacity 
of the fan. The outlets E and E have each half 
the capacity of the fan. It will be seen that the 
inlet A is a "square to a round" which is con- 
nected to a transforming piece made rectangular 
at G-. The area of this rectangle should be a little 
in excess of that of the square at the inlet to elimi- 
nate friction as much as possible and yet main- 
tain the pressure. 

The width of the rectangle should not be more 
than half the width of the square. The valve 
when in operation must set as it is shown in the 
side elevation. From the rectangle G the valve 
is again transformed to a square, as shown, equal 
in area to the inlet A. 

The top of the first transformer, shown at B, 
serves to baffle the air, throwing the current 
downward. The shavings, of course, will follow, 
and the bulk of them will remain traveling along 
the bottom until they strike the lower gate at D. 

It will be seen that the valve has two gates, 
and D ; the dotted lines on the lower gate in plan 
show a guide, H H. This is a flat piece of heavy 
iron fastened to the top of the gate to serve the 
purpose of deflecting the shavings that may 
bound upward through impact on the gate and 
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throw them into the outlet. If the lower gate is 
thrown to the right the upper one must be thrown 
to the left and vice versa, in order to equalize 
the air. 

Thus it will be seen that while the bulk of the 
material may be thrown either way the air is 
never disturbed, but will flow equally ■ through 
both outlets. 

It is needless to say that this valve must be 
solidly (Constructed. The gates are operated by 
wire ropes F and F, secured to the gates by collar 
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FIG, 30. AUTOMATIC DAMPEB. 

eyebolts, as shown. When the gates are pulled 
past the center, the wind will slam them against 
the sides of the valve with considerable 
force. For this reason the gates should be made 
of wood sawed pointed at the ends, as shown in 
the plan, and made thick enough to stand the 
strain and lined with heavy iron. They can be 
hinged to the crotch sheet, as shown in the ele- 
vation. The sides where the gates strike should 
be reinforced with angle iron, bent over the top 
and bottoms, as shown, and securely riveted. 
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THE AUTOMATIC D4MPEB. 

The automatic damper shown in Fig. 30 is a 
fire preventative and should be installed as near 
the separator as possible. The illustration shows 
a side and an end view of the device which is notli- 
ing more nor less than a joint of pipe the size of 
the discharge with a box riveted to the top of it, 
long enough to receive the damper A, A' when 
the wind is holding it up. 

The counterbalance B should be so placed on 
the handle that the damper will barely drop of 
its own weight when the fan stops. This damper 
prevents any ftre from the furnaces getting back 
into the plant, A wooden frame is shown around 
the top of the box to stiffen the same and to hold 
a cover which may be screwed on but made easily 
removable. 
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Piping a Fokqe Shop, Including the Blast t 

Suction Sys: 



In Fig. 31 is shown a piping system as applied 
to a forge shop. 

The piping, indicated by dotted lines, is under 
the floor of the shop and should be made of tile. 
This is tho suction which carries away the smoke 
and gases emitted by the forges. 

In view of the fact that in large shops of this 
kind swinging and traveling cranes are in con- 
stant use, under the floor is the only place to put 
the pipe, since it would be in the way overhead. 

The fan, which is a low-speed exhauster, in- 
tended more for volume than pressure, may be 
set on or near the floor in an out of the way place 
and connected to the tile with sheet iron elbows. 

The discharge should run out through the roof 
in a straight line, if possible, and a weather cap 
be put on the top of it. Care should be taken in 
the construction of this cap to make it weather 
proof. 

An elevation of the canopy or hood, which is 
designed to catch the gases, is shown in Mg. 32. 
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The hood is practically a double one, as shown, 
the outside hood having a 10-inch outlet, while the 
inside one need not have an outlet larger than 4 
inches, the object being to throw the draft to the 
outside of the hood, as indicated by the arrows. 
For this purpose the inside hood is made 3 inches 
smaller all around than the outside and connected 
to the same by the use of bolts and ferrules, as 
shown in the small detail at the right. 

If a single hood were used in this case, the 
draft, while strong at the apex of the hood, would 
be scarcely perceptible at the bottom and very 
little of the smoke would be influenced by it. By 
using the inside hood the draft, as before stated, 
is thrown to the outside to a large extent, and 
the hood becomes more effective. 

The forges shown in Fig. 31 are "drum" 
forges, being cylindrical and made of about 3/16- 
ineh steel, and having a 4-inch wrought pipe run 
through them with a plug at one end for cleaning 
out, the blast pipe being connected at the opposite 
end. 

At the center is the tuyere, a cast iron box per- 
forated at the top, the wrought pipe being con- 
nected at each side of it. 

The size of this box varies according to the 
size of the forge. If a flange fire is needed the box 
is made long. A large square box is used for a 
welding flre, and a small box for ordinary forging. 

A 4-inch blast pipe is large enough for any forge 
where ordinary work is done. As the smith 
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stands at the forge his anvil must be at liis right, 
his blast-gate lever at his left. The blast-gate 
lever is shown at B in Fig. 32, 

In a corner of the shop, Fig. 31, is shown a fur- 



FIG, 32. — SECTIONAL ELEVATION OF FOBGE. 

naee which is used for heating large work for 
forging under the steam hammer. This furnace 
should have a 3 or 4-inch blast pipe on each side, 
according to the nature of the work. 



DMz.dDyG00gIC 



82 Piping a Forge Shop 

It is needless to say that the blast pipe cannot 
run across the floor of the shop, which will either 
be cement or cinders, generally the latter. Con- 
sequently, if the forge or furnace sets away from 
the wall, they must run under the floor. It is a 
good idea to dig a trench for these pipes, bos them 
on the sides and cover the whole with concrete. 
Of course the trench should be considerably larger 
than the pipe — say 3 inches larger all around. 

At the end of the pipe next to the forge, the 
connection should be wrought iron, since if the 
sheet iron pipe were brought up it would soon be 
battered out of shape by tools and iron dropping 
from the forge. The pipe which is run beneath 
the ground need only be slapped together if it is 
to be concreted, since the concrete when set will 
hold it rigid. 

It will be seen in Fig. 31 that the main blast 
pipe follows the side of the building clear around 
the shop. This is done for several reasons; one 
reason is to keep out of the way of cranes, another 
is the forges are generally near the wall, and the 
branch pipes to them may therefore be run down 
the wall and fastened to it. Thus they are out of 
the way besides being fastened securely. 

The method of erecting this pipe is the same as 
the suction or the same as blow piping, excepting 
the fact that the laps are made the opposite way, 
the wind traveling toward the small end of the 
pipe instead of toward the large end. 

In Fig. 33 is shown a damper, which is con- 
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trolled by the blast, swinging down when the fan 
is not running and closing again when tbe blast 
is on. The use of this damper is to ventilate the 
pipe when the plant is shut down, since gases 
from the forge will back up into the system at 
night, especially if some of the gates are left 
open, which is often the ease. 





FIG, 33.- — DAMPER FOR BLAST PIPE. 

The writer recently saw a blast pipe 24 feet 
long burst open the entire length, the gas in the 
pipe being ignited when a helper started his 
fire in the morning and before the fan was run- 
ning. This cannot happen where the automatic 
damper is used. The opening of this gate should 
be 4 by 6 inches, and one gate used for every two 
forges, as shown at D in Fig. 31. The blower 
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used for this work should be a pressure blower 
and must be kept up to catalog speed. 

To obtain the size of the main at the fan, figure 
out the number of branches and add their areas 
together. Order a fan whose outlet shall be equal 
to the area of this pipe, then start with a pipe 2 
inches larger in diameter, and use the larger one 
as a basis when deducting for outlets. Thus the 
main pipe at every point will be larger than the 
outlets beyond it, the velocity will be less, and a 
great deal of friction will be eliminated. 
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CHAPTER Xni. 

"Don'ts" and "Don't Forgets" for Blow- Pipe 

Mechanics. 

Don't clean hot coppers on your overalls; have 
a dip pot in your kit. 

Don't use a fire pot whose bail is pivoted on 
the sides instead of the front and back, when you 
are working aloft, as there is always danger of 
the coppers falling out. 

Don't wait until the boss tells you to file the 
coppers. 

Don't forget to wash the acid oflf a soldered 
seam. 

Don't forget that dry wood dust sometimes ex- 
plodes when ignited. 

Don't put charcoal made of bark in the fire 
when working in a mill. 

Don't forget that keeping a straight even point 
on a copper makes soldering easier and insures 
a neater job. 

Don't forget that galvanized iron will "cut" 
acid. 

Don't forget that a lump of salammoniac in 
the kit box will rust the tools. 

Don't knock the other fellow's work when vou 
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are sent to repair it; you may be talking to 
his cousins. 

Don't forget that a fan running at a top speed 
will collapse a main pipe if there are not sufficient 
openings in it to prevent a vacuum. 

Don't depend on the holes to keep a line of pipe 
straight. It may turn out to be an elbow. 

Don't connect pipe on the floor if you are rivet- 
ing it on a rail or mandrel. Connect it on the rail 
or mandrel. 

Don't use a hollow mandrel to rivet pipe of 
larger than 6 inches diameter. Use a rail long 
enough to reacli at least the length of a joint and 
a half. 

Don't forget that unnecessary movements are 
tiresome and expensive. 

Don't stand on the right hand side of the rail 
when riveting pipe. Stand with the pipe on your 
right as you face the bench. Keep the hammer in 
the right hand, the set in the left, and pick up the 
rivet with the thumb and fingsr of the left hand. 

Don't forget that an elbow cannot be made 
round after it is riveted together. 

Don't forget that the helper who is holding on 
rivets on the inside has troubles of his own. Have 
some set signal to let hira know when you are done 
with the rivet. 

Don't forget that slow, regular blows make it 
easier for the helper to stay on the rivet and ex- 
pedite the work. 

Don't forget that perpendicular steam escape 
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pipes should be erected so the steam will go 
against the laps ; thus the condensation will run 
back down the pipe and not lie between the laps. 
This is a good way to erect a large smokestack, 

Don't "swell" too much when you find out that 
you know more than the boss unless you have 
another job to step into. 

Don't forget when a day seems long that think- 
ing about it will make it seem longer. 
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CHAPTER XIV. 

COBBESPONDENCE RELATING TO SPECIAL PROBLEMS, 
FAN SYSTEM FOB WOOL. 

From J. v., Louisville. — I wisli your magazine 
to give me a few ideas in regard to 
a fan system. I have had the pleasure of reading 
the articles by William H. Hayes, and I believe 
he is the man to ask. The fan. in question is to 
convey wool from a dryer to a building about one 
hundred feet away. 

The parties told me they wanted an 18-inch 
pipe run along the wall 5 feet from the floor of 
one building and go through a window to the 
other building 15 feet, and down to a wool dryer. 
I enclose a sketch of the plan. I asked what size 
fan was to be used. They told me they had not 
gotten the fan yet, but to go ahead and put up 
the pipe and they would get the fan. I put the 
pipe run along the wall 5 feet from the floor of 
12 inches in diameter and an exhaust which was 
IVA by 10>3 inches. When everything was in 
readiness they tried to force the fan to blow from 
the back of the hopper with the exhaust. The 
1 was, it blew out of the hopper. I told them 
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they could not work it that way. I wanted them 
to suction it from the hopper. I asked them if 
the paddles would hurt the wool and they did not 




FIQ. 34. PLAN OF FAULTY BLOWEB SYSTEM, 

know, hut on trying it they said it made the wool 
lighter. One foreman then said it blew too hard 
and tore the wool. The machinist then reduced 
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the speed of the blower to 800 revolutions per 
minute, which caused the pipe to choke up. 

The question I want to ask is, is the pipe of too 
great area, 18-inch diameter, to correspond with 
that on the fan, wMch is 12 inches? Also, can the 
fan blow the wool through the pipe without suc- 
tion (that is, going through the fan) ? I have two 
elbows of 5-foot radius, with no chance to choke 
up. 

I have put up pipes for exhaust systems for 
shavings and dryers, but I never had wool to con- 
tend with before. I would like to have Mr, Hayes 
give me some pointers on this. The building to 
which the wool has to be blown is about 15 feet 
from the main building, where the fan and dryers 
are, the pipe in this building being about 76 feet 
long' and has five 18-inch drops, each being in 
front of a machine to which different grades of 
wool have to go. There are dampers to close and 
open, which are mad^ on the order of a blast gate. 
The fan sets 8 inches from the hopper on the side, 
and 22 inches from center in front. The paddles 
are 24 inches, that is, 12 inches from center, I 
should like to know if it is advisable to blow the 
wool through the fan or suction it through it. We 
had a little difficulty with the wool catching on the 
fan shaft. 

Answer. — I would advise J. TJ. to install a 
single 40-inch fan which has a 16-inch outlet. 
This will clear the 18-inch suction pipe. Order 
the fan with a cotton and wool wheel, a cut of 



DMz.dDyG00gIC 



94 



Correspondence 



which is herewith shown in Pig. 36, and speed ths 
fan up to 1,200 revolutions per minute. As shown 
in the side view, Fig. 34, the center of the fan 
inlet is 8 inches from the outlet of the dryer. 
This necessitates an elbow with but a 2-ineh throat 
radius. The radius of this elbow should be at 
least 16 inches at the throat, which means that 
the center of the fan should be 24 inches from the 
outlet of the dryer. 

The system as it is at present will never be 
made to work successfully. A 12-inch inlet is en- 




FIG. 35.— AN ANGLE GATE VALVE. 

tirely too small to take care of an 18-inch pipe. 
The area of au 18-inch pipe is practically 254J4 
inches, while that of a 12-inch pipe is only 113 
inches. Furthermore, the right angle branches 
and blast gate stops are a serious detriment to 
the system if they are installed as shown in the 
plan. 

An angle gate valve, a sketch of which is here 
given in Fig. 35, should be used at each of these 
depositing outlets. This valve, which is con- 
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stmcted the same as a shavings switch, details 
of which have been given, may be made at 
an angle of 45 degrees or less. In the 
cut A represents the inlet, B and C the 
outlets. The dotted line at D represents the 
gate. This gate must be solidly constructed and 
made to fit the shell of the valve snugly. A coun- 
terbalance is shown at E, which must be so placed 
on the bar F that the gate will lie evenly on the 




PIG. 36.— WHEEL FOR COTTON AND WOOL. 

bottom at all points, and yet can be raised to the 
top with little effort. 

With the use of this gate it will be seen that 
the wool is not driven against a dead wall, also 
that no consequent back pressure of air is pro- 
duced. 

Care must be taken to construct this work so 
that all inside surfaces will be practically smooth, 
as wool, cotton and other fibers will adhere very 
quickly to projecting edges. The idea of blowing 
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the wool into the pipe as it falls to the bottom of 
the hopper is, of course, impractical. 

A certain form of jet could be made, which 
would create a suction by using a strong blast, 
but the blast itself would tear the wool fibers to 
pieces, so there is no need to discuss it. 

WANTS HELP ON A PAN SYSTEM. 

From J. H. C, Maysville, Ky. — Enclosed find 
a rough sketch of a piping system, which was put 
in service about ten years ago. During the in- 
terval, the capacity of the plant has been doubled, 
and consequently the system has been giving poor 
results. I have been called upon to remedy this 
if possible. I should like, through your magazine, 
to obtain the assistance of Mr. Hayes. 

Answer. — It is to be regretted that J. H. C. has 
not gone a little more into detail, as problems of 
this sort are always interesting and their solu- 
tions instructive. The writer has no way of 
knowing what sort of a plant he is contending 
with, whether a wagon shop, furniture factory or 
sash factory. Nor do we know what sort of a fan 
is in use. It seems to be a double, and is marked 
32 inches, but this surely cannot be the diameter 
of the case, which is the dimension meant when 
fans are measured. 

In view of the fact that an 18-inch inlet is 
shown, we take it for granted that the exhauster 
is a double 45-inch. Such a fan would have about 
a 28-inch diameter wheel. Again, we do not know 
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whether the driving power is sofBeient and what 
conditions prevail on the other side of the fan, 
or on the discharging end of the job. 

These points are all of great importance and 
should be considered carefully, in order to solve 
the problem, or even to attempt a solution intelli- 
gently. With the information and sketch fur- 
nished by the correspondent we can only assume 
that the trouble lies in the suction pipe. This 
may well be the case, since the system as shown 
has in the rough sketch no semblance of propor- 
tion or proper arrangement. 

There is a stretch of 14-ineh main probably 
40 feet long, with four 6-inch, two 8-inch and two 
4-inch pipes tapped into it, and no tapering 
course. There is only one taper in the main and 
that was evidently put there in order to accommo- 
date one 6-inch pipe on the end. 

The dotted lines in the sketch show the maiu, 
as the writer has altered and proportioned it. 
(See Fig. 37.) The solid lines are the lines of the 
correspondent's sketch. I show the main running 
straight, thus eliminating two elbows. This should 
be done if possible. It may be impossible owing to 
. location of shafts and belts, but as there is nothing 
shown to indicate this I assume that these two 
elbows were put into the main in order to run it 
down the center of the mill between the two lines of 
machines. I have repeatedly stated that elbows 
should be dispensed with wherever possible, es- 
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peeially in large pipes, on account of the large 
amount of friction they create. 

The correspondent shows two boring machines, 
each on the second floor and each having an 8- 
inch pipe. 

I do not know what sort of boring machines 
these are, but I doubt if both together would need 
80 large a pipe as that shown. This is the biggest 
"snag" of the ti'ouble, and the only way out of 
it is to eliminate these 8-inch pipes altogether, 
run a 6-inch floor sweep to each machine, and 
sweep up only when two of the lower planers 
are not running. No allowance in the main should 
be made for the 6-inch sweepers. 

These planers should have "cut offs" in the 
pipe, but I would not advise "cut offs" in any of 
the other pipes. The reason for eliminating the 
two 8-inch pipes is that the main pipe is over- 
loaded to an extent equal and a little in excess of 
the area of these two pipes. 

Now, as to proportioning the main. The inlet 
of the fan is 18 inches. Enlarge this to 20 inches, 
as shown by using a short taper, then put on a 
"fan joint," a description of which has been 
given in a previous number. Tap in the 10-inch tee 
as shown in the butt of a taper from 20 inches to 
17j^ inches. Immediately beyond the 6-ineh pipe 
from the planer nearest the fan make a taper in 
two joints, from Viyi inches to 13'A inches. Tap 
the nest two planers and the jointer into that. 
As before stated, no allowance is made for the 
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two sweepers. Tap the 4-ineh from the band saw 
into the straight main, then taper from IB'A inches 
to 10^ inches, tapping the next two 6-inch pipes 
into the "butt" of the taper. 

Run the 10>2-inch pipe over to the sticker, us- 
ing a three-way branch for the three pipes. 

Direct the operators positively that this sticker 
shall always be left wide open. Indeed, all of the 
machines on that main, except enough to secure 
a suction for the sweepers when they are in use, 
should be left open. 

I would be willing to bet a new hat or a bottle 
of "Old Crow," which is probably a better bet in 
Maysville, that the 14-inch main shown in the cor- 
respondent 's sketch is half full of shavings at 
the present time, unless J. H. C. has recently 
cleaned it out. 

The area of a 14-inch pipe is 154 square inches. 
The area of the pipes tapped into this 14-ineh 
main before it is tapered is 213 square inches, 59 
inches in excess of the area of the main pipe it- 
self, and there are still" four machines to be taken 
care of. 

One' would need to go far indeed to find a more 
remarkable instance of thoughtlessness or hap- 
hazard methods. The correspondent says that 
the suction is almost dead on the end. I could 
easily believe that it is dead and buried. 

Again, I have changed the pipe running to the 
machines in lower left hand corner of the sketch 
from 12-ineh to 10-inch, and even 10-ineh is a 
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trifle in excess of what the branches figure up. I 
have eUminated an elbow in this pipe, as will 
be seen, by changing the course of the branch 
pipes. As this alteration does not necessitate 
any elbows in the branches, the advantage of this 
procedure is obvious. 

In altering the course of the big main from the 
fan it will also be seen that no extra elbows are 
needed in the branches, and the addition to their 
length is not enough to prove a detriment. If 
this main pipe cannot be run straight follow the 
old course, but taper it as shown. 

A PROBLEM IN BLOWEB WOBK. 

From H. F. B., Brooklyn, N. Y. — I am a sub- 
scriber and note what you say about inquiries to 
practical questions. I enclose sketches of a blow- 
pipe job for a brass foundry on which I wish to 
ask your advice. The main pipe is to be 60 feet 
■ long and to have 16 inlets. "Would you advise me 
to taper it gradually from end to end as shown in 
Fig. 38 or to taper it as in Fig. 39? The owner 
wishes to build a brick vault for the blower to dis- 
charge air and dust into. Do you think this will 
work! How large should the vault be, what 
should be the diameter of the outlet, and will the 
14-inch blower be sufficient for the 16 inlets? I 
notice that W. H. Hayes speaks of such a vault in 
your March issue. 

Answer. — I would not advise tapering the pipe 
gradually, since it is quite an expensive sort of 
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pipe to make and is really not the best in point 
of efficiency. In all emery wheel and buffing work 
the main pipe should be straight on the bottom, 
as shown in the appended sketch. As a matter 
of fact this is not a bad way to taper the main 
suction for any blow-pipe job, though it is not a 
practice aniversally followed, because it is more 
expensive to lay out than the ordinary tapering 
joint. 

It will be seen that there are no pockets on the 
bottom of a pipe so tapered. It must be remem- 
bered that the heavy material has a tendency to 
travel along the bottom and it is always the heavy 
material that will accumulate in a pocket. 

The lint from a buffing wheel, which is contin- 
ually tearing off and flying into the hood, becomes 
heavy and mean to handle when it accumulates in 
a pipe, as it often does, and becomes more or less 
coated with the dust it accumulates. 

It is also a common occurrence for a nut or 
washer to fall into the pipe through inadvertence 
or carelessness on the part of the operator. To 
prevent this from reaching the fan a large tee 
joint called a trap is placed on the bottom of the 
pipe near the fan, as shown in Fig. 40. A cap 
is fitted to the end of this and it should be cleaned 
out occasionally. The throat of this tee, as shown 
at A, should extend into the pipe about one inch. 
Plenty of hand holes should be provided, as sug- 
gested by H. F. B. 

As regards the vault, whether of brick or any 
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other material, I have never seen one that was 
not a nuisance if the material is blown directly 
into it. If the joh in question is out in the country 
the vault might be feasible, but I certainly would 
not advise any one to try it in the city, especialiy 
with the dust produced by the polishers blowing 



FIG. 41. SUITABLE HOOD FOK EMERY WHEEL. 

into it, for it is certain that 50 per cent, of that 
dust will blow out of it and settle in the neighbor- 
hood, unless some system of screens is used, and 
this, I think, would involve an expense greater 
than the cost of a dust separator. If a vault is 
used it should be at least 12 by 12 by 15 feet and 
have an outlet three times the area of its inlet. 
It will be seen that the fan shown in the sketch 
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lias a 16-inch inlet, while the large main pipe is 
17 inches. It is the practice to figure the size of 
the main and then reduce one inch at the fan inlet, 
since the smaller fan creates less friction at the 
inlet and thus will have about the same efficiency 
as the next size above it, if the discharge pipe is 
also increased one inch. 

WANTS SIZE OF SEPAEATOR. 

From O. R. & Sons, Jersey City. — I would like 
information as to the size of separator required 
for an exhaust system to remove the dust from 
buffers used in finishing brass. The outlet of the 
blower being used is 16 inches and the conditions 
are such that two right-angle elbows are required 
between the blower and the separator. 

Answer. — In reply to the query of 0. R. & Sons 
I send herewith a sketch, (Fig. 41A), with meas- 
urements and an explanatory list showing propor- 
tions. Naturally the size of a separator is deter- 
mined by the area of the pipe or pipes that 
enter it. 

The sizes of the several parts of the separator 
are worked out in proportion. 

The rule here given is a safe one to follow in 
any and all eases. Thus the wind outlet is three 
and one-half times the area of the inlet; the di- 
ameter of shell is twice the diameter of wind out- 
let ; the bight of the shell is one and one-half times 
the diameter of the inlet; the hight of cone twice 
that of shell, and so on. 
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In the writer's opinion the wind outlet should 
in all cases be left free if possible. When a sepa- 
rator is working rain does no damage, unless 
grain dust or cement is being handled. When it 
. is not in use for any length of time it should 
of course be covered up to prevent rusting, since 
the galvanizing is soon worn off by the action of 
the rapidly revolving material. 

A separator of the size required in the ease of 
O. E. & Sons may be made of the following gauges : 
Shell, No. 18 iron; inlet and transformer, No. 18 
iron ; cone. No. 20 iron ; top, 1-inch pine lined with 
No. 24 iron above and below. This top should be 
soldered on the outside. 

The disc or check draft shown is simply a round 
piece of metal, heavy enough to hold its shape, 
which is held in place by four bars of iron riveted 
to it and to the tubular guard aa shown. Without 
this disc the material after reaching a point near 
the dust outlet would be caught by an updraft and 
carried out the top. Its location is a matter of 
httle importance so long as it is on the perpen- 
dicular center line of the dust outlet. 

I do not think it is necessary to solder a dust 
separator except on the top, if the top is made of 
wood. In my long experience in this line of work 
I have never soldered one or seen one soldered, 
and they were sold in those days for a price that 
would buy an automobile today and no runabout 
either. 

The size of the dust outlet depends upon the 
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natare of the material to be handled and also the 
amount or volume of the same. If for long stringy 
shavings the collar should be very large as it will 
clog easily. The same applies to a small extent 
if a large amount of planer shavings are handled. 
In the present case a 10-inch outlet is large 
enough. 

If it is deemed necessary to protect the material 
from rain ase a canopy top and place it at least 
a distance equal to the diameter of the wind out- 
let above it, in order to give the escaping air free 
egress. Following are the proportion of parts for 
separator : 

A, diameter inlet; B, wind outlet or tubular 
guard 3j4 times area of "A"; C, diameter shell 
twice diameter of "B"; D, hight of shell 04 times 
diameter "A"; E, hight of cone twice the hight 
of shell ; F, hight of tubular guard 14 longer than 
"D"; G, expansion chamber '/i diameter "B"; 
H, width of transformer ^ of width of "G-"; I, 
governed by circumstances ; J, any length desired ; 
K, disc for check draft 2 inches larger than "I"; 
L, location of check, about half-way between bot- 
tom of tubular guard and dust outlet — T. 

W. H. H. 

IHQUIBT FOB CAPACITY OF BLOWEB. 

From 0. R. & Sons, Jersey City. — Herewith we 
send you a photograph of separator constructed 
in accordance with the advice given us in your 
December number. The separator works to per- 
fection, and we thank you for the reliable infor- 
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mation, but it happens that the conditions have 
become such that we are in need of further in- 
formation in regard to our exhaust system, which 
is employed to remove the dust from buffers used 
in finishing brass. As our buffers are between 
the sizes of 6 and 14 inches, we are now required 
by law to increase the size of our pipes 5 inches 



PIG. 42. — SUCCESSFUL SEPARATOR. 

in diameter. As we have seven machines with 
two pipes to each we have altogether fourteen 
pipes. The inlet to the blower is 16 inches in 
diameter. What total air capacity do we require 
and can this be made up in speeding the blower? 

Ansiver. — "We would recommend first that the 
correspondent try to get out of his trouble by 
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speeding his fan. It is not likely that he may es- 
cape some expense by doing so. As regards the 
"air capacity" or area, the areas of the fourteen 
5-inch pipes figrure up 274.8 square inches and the 
area of the 16-inch fan inlet is 201.06 square 
inches. 

If speeding his fan will not overcome the diffi- 
culty then he may nse the same fan and enlarge 
the main suction directly it leaves the inlet to 
17 inches in diameter and taper down as shown 
in the accompanying sketch. This will reduce 
the friction in the main to some extent and may 
be the only change necessary. 

If still it does not work then enlarge the dis- 
chafrge pipe to 17 inches from the fan to the sepa- 
ratpr, changing the transformer on the separator 
to a 17-inch diameter round. 

Personally we hardly think these changes nec- 
essary as the material handled is very light, easily 
handled and small as to quantity. It is always 
necessary in a job of this description to put hand 
hotes at frequent intervals in the suction and 
cover them with slides made to fit reasonably 
tight. 

The lint from the buffers or "rag wheels" often 
gets into the main suction and lies on the bottom, 
accumulating there until the suction is greatly 
reduced. 

These hand holes give access to the main and 
enable the operator to clean out easily. 

The purpose of the 12-inch trap shown in Fig. 43 
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is to catch washers and other pieces of 
machinery which the operators often drop into 
the hoods, A cup is fitted into this tee which 
should be kept closed when the fan is running. 
If the fan is set above the machines of course this 
expedient is not necessary, 

I will say in conclusion that the main suction 
as shown in the sketch is not figured out ' ' accord- 
ing to Hoyle," but is figured on the basis of using 
a 17-inch pipe. 

It will be seen that the area of a 17-inch pipe 
is 229 square inches, while the actual area needed 
is 274.8 square inches. 

I have reasoned that perhaps by adhering to 
the above layout the correspondent can work in 
some of his old pipe in case it is found necessary 
to make a change. "VV. H. H. 

POWER FOB EXHAUST FANS. 

From M. F. H., Philadelphia. — Your readers 
will be greatly indebted to Mr. Hayes for his re- 
cent article on the efficiency of the exhaust fan and 
especially for the comparisons of power used by 
fans of different sizes. 

The data given, however, would be much more 
valuable if your readers were told how to deter- 
mine the exact saving in power by a careful se- 
lection of any fan larger than that just necessary 
to do the work; for instance, it is stated in the 
small table that a 45-incb fan with a speed of 1,300 
revolutions per minute will do a given amount of 
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wort and use 11^ horse power. "Will the 50-ineh 
fan at 1,010 do the same work, and if so, how was 
the speed determined ? 

It is fair to assume that a 60-inch fan running 
at 650 revolutions pex- minute will do the work of 
a 45-inch one at 1,300 revolutions per minute, but 
few readers will know how the speed of 650 was 
figured. 

With this point made clear, the tahles given 
will be of very great help to those engaged in tliis 
class of work. 

Ansiver. — In the February issue M. F. H. points 
out that the readers of "Practical Exhaust and 
Blow Piping" will be interested to know how slow 
speeds in exhaust fans are figured. 

The figures given in the article in January 
(Chapter X, page 66, herewith) were taken from 
a fan catalog and were given to the reader for 
what they were worth. 

These catalogs may be obtained from any 
blower manufacturer on application and they con- 
tain full information on speeds, power and 
volume. W. H. H. 

HOOD FOR CHEMICAL LABOBATORY. 

From L. J. D., St. Louis. — I would like to know 
the best material and gauge to use and also how 
to construct a hood for a chemical laboratory. 
The hood is to be 4 by 10 feet, with a 12-inch pipe 
leading from it to the ventilating flue. The hood 
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is to carry fumes from sulphuric acid and other 
acids. 

Answer. — We would recommend a hood as 
shown in the accompanying drawing. The hood 
is a double one, the combined measurement on 
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FIQ. 44. CONSTRUCTION BECOMMENDED TOR HOOD. 

the bottom being 4 by 10 feet, with hight to suit 
conditions; the idea being to get the direct 
draught from the pipes as near the fumes as pos- 
sible and yet maintain an easy pitch in the hoods. 
The sketch shows about the right hight in propor- 
tion to the length. 

If this hood were made single with one 12-inch 
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pipe leading from its center it would necessarily 
be too high to be effective, unless it could be placed 
very close to the object it serves. 

The outlets are each 9-inch and may be run to- 
gether as shown and submerged into one 12-ineh 
pipe. 

I would, however, recommend the use of four 
or five piece elbows if there is enough head room 
to permit it. 

The hood should be made of No. 12 B. W. G. 
copper, thickly coated inside with lead. The pipes 
may be made of lighter copper treated the same 
way. Two angle iron braces are shown riveted 
to and connecting each hood. All rivets used 
should be copper coated with lead. 

The pipes and indeed the hood could be made 
of galvanized iron and lined inside with sheet 
lead, but this operation would be more expensive 
than the copper construction, especially in the 
pipes, and the fumes that may escape from the 
hood would ultimately destroy it from the outside. 

The hood consists of two parts, each made 
square to round, riveted together in the center, 
with a 6-inch perpendicular rim around the lower 
end stiffened by laying in a ^-inch round iron bar. 

There should be a hanger on each comer and 
two in the center if it is to be hung from the 
ceiling. 

I will say in conclusion that if the ventilating 
flue that is to carry off the fumfis is of galvanized 
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iron, block iron, or tin, the action of the fnmes 
will soon destroy it. W. H. H. 

A SEPABATOB PROBLEM. 

From J. F. S. Co., Chicago. — Recently we in- 
stalled a blow-pipe system similar to the one de- 
scribed by Mr. Hayes in the July nmnber of your 
magazine {Chapter V, herewith). We wish to 
ask him to give the dimensions of the separator 
he would advise using on this system, as the one 
we have installed gives us two inches of back 
pressure at the intake. The dimensions of the 
separator used on this job are as follows: Body, 
5 feet; eone^ 8 feet and diameter, 7 feet; air outlet, 
46 inches, and dust outlet is 12 inches. Our 
fan is running 925 R. P. M., and the material, in- 
stead of dropping rapidly, as in our other sys- 
tems, keeps whirling around and drops gradually. 
This factory uses oak, pine and bass wood. We 
would appreciate an early reply, as we intend to 
make changes. 

Answer. — In reply to the query of J. F. S. Co. 
will say that it is difficult to give proper dimen- 
sions of the separator he needs, in view of the 
fact that he does not give the size of the discharge 
pipe, the size of his fan, or the number and de- 
scription of the machines he is piping. Enlight- 
enment on any one of these conditions would 
simplify the proposition. 

He states that the fan is running 925 R. P. M. 
He may be using a fan from one to three sizes 
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larger than the combined areas of his branch 
pipes call for, in which case that information is of 
no value. He may be, and doubtless is, using a 
single 55-inch fan, in which case there is nothing 
radically wrong in the proportion of the separa- 
tor he describes if it is properly constructed. The 
diameter of the shell is a little too narrow for 
the size of the wind outlet if the discharge pipe 
that enters it is 23 or 24 inches, which would be 
proportionate. But the length of the perpen- 
dicular shell being 5 feet should in a measure off- 
set this objection and give room enough for air 
expansion. 

The tubular guard may be too long or there 
may be something inside the machine in the way 
of baffles or deflectors which impede the progress 
of the air. Again, the transformer or transition 
piece where the discharge enters the separator 
or the inlet itself may be too small. It should 
he somewhat larger in area than the round pipe. 
There may be a canopy top or some other descrip- 
tion of cover over the pure air outlet or tubular 
guard, which is set too close to it or working over 
it automatically, either of which conditions is 
wrong and should be rectified. The instant the 
air leaves the round discharge pipe it should be- 
gin to expand. The object of a rectangular inlet 
entering a separator is to form a narrow flow of 
material as it strikes the wall of the separator, 
thus the material is thrown to the outside and 
kept there by centrifugal force. This should be 
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done without changing the course of the air too 
abruptly or choking it down in the least. 

As I said before, it should be expanded rather 
than contracted. Once inside the separator 
everything should be as free as it is possible to 
make it, and have the machine perform its func- 
tion. In the cyclone pattern of separator, a de- 
scription of which has appeared, absolutely no 
ba£Bes, deflectors or other obstruction should be 
used. There was never a separator made that 
worked properly that did not lower the efficiency 
of a fan to some extent. This is a well-known fact, 
and any statement to the contrary may be set 
down as pure "bunk." So I would advise the 
correspondent to look thoroughly for either causes 
before he lays the blame for the trouble to his 
separator and goes to the expense of making a 
new one. 

Too much stress cannot be laid upon the fact 
that the air outlet should be absolutely free. The 
air enters the separator at a certain pressure. 
Once in the separator, though still in rapid action, 
the pressure is greatly reduced. Thus to be able 
to leave the machine as fast as it enters it the 
avenue of egress should be enlarged as near in 
proportion to the reduction of pressure as it is 
possible to make it and still confine the material. 
Therefore anything that is placed either inside 
the machine or outside over the air escape that 
impedes its progress in the least is simply making 
it that much liarder for the fan to deliver the 
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goods. To illustrate this take a can that will hold 
two gallons and put a j4-inch nipple in each end 
of it and blow through it. You will feel as if the 
can were taking your breath away. Then cut 
a large hole in the can and repeat the perform- 
ance; you'll find it a pleasure to blow in it if you 
have nothing else to do. 

The correspondent speaks of the material 
"whirling around" and "dropping gradually" 
out of the separator. The speed of the fan has 
little to do with this. If no feeder is used I think 
this an advantage. It is certainly not a fault if 
the material eventually gets out. If there is so 
much handled that there is danger of clogging 
put a little spiral piece at the bottom of the cone 
extending from a point about 2 feet above the 
collar well down into the collar. 

If the air is needed for feeders mate this spiral 
longer; indeed, continue up until proper results 
are obtained. Two inches will be wide enough 
for it. 

In conclusion, I would refer the correspondent 
to the article in the December number, entitled 
"Construction of a Separator," (Chapter IX, 
herewith). He will find there the method of ob- 
taining measurements and proportions for any 
dust separator. W. H. H. 

FURTHER DISCUSSION OP SEPAKATOR PBOBLBM. 

From J. F. S. Co., Chicago. — Referring to your 
Mr. Hayes' letter of explanation of our separator 
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problem in your January number, will say that 
the type of fan we are using is a Double Garden 
City C'ycloidal 50-ineh slow speed fan. It is 
loaded to within 24 inches of its suction area on 
both intakes, and all machines piped are small, 
the largest being a 3-drum sander. The following 
is a list of the machines: Three shapers, one 
sticker, two planers 24 inches, two jointers, one 
sander as stated above, one dovetail machine, one 
band saw, sis saw tables, one trim saw. First 
floor, main room, one saw table, one shaper, four 
belt Sanders. Second floor, small room, six saw 
tables, one jointer. 

The separator, as stated before, is 7 feet in di- 
ameter, the body 5 feet high, the cone 8 feet high, 
the dust outlet 12 inches. We have no canopy or 
elbow on the outlet of separator. The size of the 
transformer is 15 inches by 38 inches, which you 
will note is rather small, but before the round 
pipe connects with the transformer, we have put 
in a 6-inch air feed for the boiler, which will 
offset this. This separator is patterned after the 
one as described by Mr. Hayes in one of your 
issues. 

The fan man made a mistake when ^ving ns 
the speed of his machine, hence the poor suction. 
"We know this fan will do the work at 1,100 K. P. 
M., but the proprietor is an obstinate person and 
refuses to mn it any faster. 

" Also wish yon would ask Mr, Hayes if he has 
had any experience collecting chalk dust; also the 
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least amount of back pressure that a collector 
makes when working under full load. 

Answer. — In reply to this query will say that 
the correspondent's trouble, in my judgment, is 
due to the fact which he states, viz. : that his fan 
is not running fast enough. His discharge pipe 
is not excessive in length, and if his suction mains 
are properly proportioned there is nothing wrong 
with the system. 

It would seem that the proprietor is standing 
in his own light in refusing to speed up bis fan. 

As regards the least amount of "back pres- 
sure" a separator will cause, will say that a prop- 
erly constructed machine will not cause any. 

What is generally termed back pressure is a 
loss of pressure due to friction, and in a separator 
is caused by transforming and by .the change in 
direction of the flow of air. This, of course, would 
be more noticeable if the separator were placed 
at the end of a long distance pipe than if it were 
placed at the fan itself. In the latter ease the 
loss in efBcieney should not be more than 3 per 
cent. 

I have had no experience with chalk dust, but 
would give it as my opinion that in its dry state 
it can hardly be successfully handled with an 
ordinary separator. W. H. H. 

WANTS TO SEPABATE DUST FROM SHAVINGS. 

From J. W. S., Kansas City. — Will your 
magazine or its readers ^ve me information 
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on how to separate sawdust from shavings after 
it has been carried into the separator, which we 
are now building in accordance with directions 
furnished in your previous issues? 

Answer. — We know of no way to accomplish 
this. It is usually hard to tell the difference be- 
tween coarse sawdust and dry wood shavings 
after the fan is done with them, and even if this 
were not the ease there is no way of separating 
the two after they have been run through the 
same fan. Buy a small fan for your sawdust and 
build a separator for it. W. H. H. 

SEPABATINO SAWDUST FROM SHAVINGS. 

From M. F. H., Philadelphia. — I note a state- 
ment in your journal, made in reply to the 
inquiry of J. W. S., in which he is told that 
there is no way of separating sawdust from shav- 
ings after both have passed through the fan. 
This is being done in a number of the mills of this 
city. We are now installing a new furnace feeder 
in a box factory where the separator successfully 
separates the dust from the shavings. 

From N. B. P. & M. Co., New Orleans.— In 
your April nmnber we find an article under the 
heading "Wants to Separate Dust from Shav- 
ings," in which the inquirer is told that it cannot 
be done. For your information we desire to say 
that we have a number of such separators in 
operation and the separation can be done very 
nicely. 
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DUST SEPABATOB FOR CABPET CLEANINQ PLANT. 

From M. F. E., Philadelphia. — ^In reply to J. 
D. L., of Toronto,* I would advise him not to use 
a separator on a dust exhausting system in a car- 
pet cleaning plant. He will find if he does, that 
both dust and air will blow clear through the 




FIQ. 46. DUST SEPARATOR FOR CARPET CLEANING 

PLANT. 

separator and little if any will fall into the dust 
box. The dnst appears to be so intimately mixed 
with the air that it will not separate. 

From W. H. H.—li J. D. L., Toronto, contem- 
plates using a "Cyclone" separator such as has 
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been described in your magazine, we would sug- 
gest such additional features as are shown in Fig. 
46. The dust from the carpet cleaner will be very 
fine and not easily controlled. 

Make the tubular guard according to directions 
previously given as to length and diameter, and 
put an extension in it that can be raised and 
lowered. Construct a spiral in the cone as shown 
in the sketch, going at least two and one-half 
times around it. This spiral should not be more 
than two inches wide. 

When operating the system lower this tubular 
guard as far as is possible without interfering 
with the suction pressure at the fan, and fasten 
it when the proper position has been determined. 
The inside sleeve can be slotted in about six 
places, equally spaced around the circumference, 
the slots extending perpendicularly, and can be 
secured to the outer sleeve with bolts, nuts and 



Set the separator at about the center of the 
dust box, as shown, attaching a 45-degree angle 
to the collar, so placed as to cause the angle to 
fall in the opposite direction from the 5-inch vent 
pipe. Set the 5-inch vent pipe about 36 inches 
away from the center of the dust outlet and put 
an elbow on it inside of the box pointing directly 
away from the 45-degree angle. This pipe is to 
supply ventilation without allowing the dust to 
escape from the box which must be made abso- 
lutely tight and kept perfectly dry. 
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If the material becomes wet while in the sepa- 
rator it will soon cake and accumulate. The elbow 
on top of the separator should be made to work on 
a swivel and swing with the wind, as shown in 




FIG. 47. SECTIONAL VIEW OF SWINGING ELBOW. 

Pig. 47, wliich shows a cheap and effective way to 
construct the swivel elbow. 

This separator should be soldered on top and 
puttied inside along the laps. 

Inasmuch as we do not know the size of tho fan 
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we cannot give the size of separator nor the meas- 
urements of any of the work pertaining to it, 
but we suggest that the dust box cannot be made 
too large. The size has nothing to do with the 
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FIG. 48. DIMENSIONS OF SEPABATOK. 

quantity of dust it is to hold; the dust should 

settle as far as possible from the vent of the box. 

The cone shown over the 5-ineh vent pipe should 
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be abont 12 inches in diameter and 6 inches high, 
and set near enough to the vent to catch the dust 
without forming a strong draft in the box. 

We know of no cases where the centrifugal 
separator is being nsed for this particular pur- 
pose. 

SBPABATOE FOB SINGLE PLutNING MACHINE. 

From 8. F. P. Co., Warren. — ^We wish to con- 
struct a separator drum to handle shavings from 
one planing machine. This will be operated by a 
30-inch fan running 800 revolutions. Will you 
give us the proper dimensions for the separator? 

Answer. — Our correspondent does not give the 
size of the planing machine but says he will use a 
30-inch fan at 800 revolutions. If he is using the 
centrifugal type of fan such as that sold by the 
American Blower Company or the B. F. Sturte- 
vant Company, he will not be able to handle shav- 
ings with it at a speed of less than 2,000 R. P. M. 
and as a matter of fact it should run 2,500 R. P. 
M. However, we present in the sketch herewith 
given the dimensions for a separator to accom- 
modate a 30-inch single fan. (See Fig. 48.) 

W. H. H. 

EXHAUSTING DUST FROM FOOD MACHINES. 

From M. F. M. Co., York, Pa. — We wish to ex- 
haust the dust from five machines, sketches of 
which, containing measurements, we send here- 
with. The dust is of the kind that passes off of 
material such as com fodder, corn, oats, etc. The 
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hoods for three of the machines will be similar 
in size to that shown in the smaller sketch, which 
will stand from 6 to 12 inches above the tops of 
the machines, while the other two, shown by the 




FIG. 49. — PLAS" OP MACHINES. 

other sketch, will rest on the tops of the machines, 
being thus closed all around. 
We wish to know what size of pipes to use lead- 
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ing off from these hoods, the size of blower, and 
the speed necessary to create plenty of suction. 
The blower can be placed above or below the 
machines, as we have plenty of room. The space 
occupied by this machinery is about 20 feet 
square, and we will not require too long a run. 
The dust collector will be placed about 15 feet 
above the machine. 

Answer. — In replying to query of M. F. M. Co. 
will say that if the dust merely rises from these 
machines without any help from the action of 
the machine itself then the fan must lift it. 

If it is very Ught the larger hood, being fast- 
ened to the machine, will be effective if construc- 
ted as shown in the subjoined sketch. This is 
practically a double hood with a rim around the 
bottom, and each part transforming to a pipe 
10 inches in diameter. Unless a sufficient quantity 
of air can be taken in through the machine itself, 
inlets should be cut near the bottom of the hood 
to allow as much air to enter as the 10-inch pipes 
will handle. It must be understood that air 
should enter the hood at all points if possible, 
else the material will drop and pile up where there 
is no air current. 

The smaller hood setting 6 inches or one foot 
away from the machine will have little effect un- 
less the material is thrown toward it. If it sets 
12 inches away from the machine there will be 
5M square feet of area. It will be seen that it 
would take an enormous pipe and consequently a 
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very large fan to move that amount of air at a 
sufficient velocity to be etfective. I would sug- 
gest that as much of that space be enclosed as 
possible and the hood constructed in the same 
manner as the large one, letting the sides of the 




£L£l//IT/ON 
FIG. 50. — HOOD FOB FOOD MACHINES. 

transformers approach the outlet at an angle of 
45 degrees on the widest ends, and making the 
outlets 6 inches in diameter instead of 10 inches. 
Then select a single exhaust fan having a 17-inch 
inlet and run it up to catalog speed. W. H. H. 
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CHAPTER XV. 

Hints on Installing an Exhaust System. 

By"M. F. H." 

Assuming that you have received the contract, 
it is now in order to execute it with satisfaction 
to your customer and profit to yourself. You 
may remember that you made a list of the ma- 
terial required when you were making up your 
price. This Ust should have comprised every- 
thing required on the job, each piece under an 
appropriate heading. You may now hand an 
order to your foreman, which will be a copy of 
your list, or it can be divided, the pipe being 
turned over to the apprentices, the elbows, collars 
and reducers being given out in a lump quantity. 
The hoods and special fittings should be given to 
the best man in the shop, who should be assisted 
by carefully prepared drawings. Many of the 
hoods will have reinforcing bars or angles, and 
it is well to get them out, punched but not riveted, 
to the piece, as quite a good deal of cutting and 
fitting is necessary at the machine. 

It is of the utmost importance that you should 
have correct data from which to estimate the cost 
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of the work, not only as the job proceeds but for 
future reference. Any good system of cost sheets 
will secure this, but as the writer has been em- 
ployed in several shops where the cost of a job 
was more or less of a guess, he has been obliged 
to devise a method of keeping in touch with the 
cost of work which has stood the test of many 
years' operation. Supply your men with a few 
pads of charge slips similar to the one herewith 
reproduced, or a modification of it. Have each 
man state under the heading "Nature of Work," 
whether they were making or erecting. This slip 
will tell you all that you ought to know and does 
not involve much writing. One slip should be used 
for every order given to the workman, and if a 
box is provided where they can be deposited you 
will have every morning a complete record of the 
preceding day's work. It is an advantage to have 
each man weigh his own work, as you then have 
the weight and the time on one slip. As soon as 
the list is turned into the workshop an account 
should be begun in a contract book wherein should 
be entered every item made or purchased for that 
particular job. If you purchase anything, such 
as lumber for braces, scaffolds or platforms, you 
should mark the quantity and the price on a slip 
and turn it in along with the others. The habit of 
putting everything on a slip will soon become so 
well fixed that there will be little chance of any- 
thing being overlooked. It is only the work of a 
few minutes to copy the data from the slip into 
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your book, and by a little adding you can tell at 
any time just how you stand. 

The time of the men for the payroll can be made 
up from the same slips by copying the time into 
another book, together with the name of the cus- 
tomer. This enables you at any time in the fu- 
ture to tell which of your men worked on any cer- 
tain job. As soon as the shop work is finished 
the account in the contract book may be added 
up and you will then know whether this part of 
the job has been made up at a profit or not. If 
it comes out as you had figured that it would then 
you have done your work well ; if not, look for the 
reason, and, when it is found, do not merely prom- 
ise to yourself that you will be more careful next 
time, but make a note stating the reason and in- 
sert it as part of the permanent record of the job. 
It is better to have it perpetuated in your contract 
book than in your bank book. 

Take your men and material now to the build- 
ing and begin to erect. If the fan has been de- 
livered it is well to have it put up at once, and it 
is an advantage to support it on a platform hung 
by means of pipe hangers from the ceiling. Four 
standards of three-quarters or 1-inch pipe should 
be cut and threaded, making the threads rather 
long. The lower ends are passed through the 
platform supports and the floor plates screwed 
on, bearing on the under side of the timber. A 
few turns on each plate will level the fan, and 
when this has been done each plate should be 
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screwed to the platform to prevent any shifting. 
It is best to start two gangs simultaneously, one 
on the inlet side, the other running the discharge 
pipe to the separator. The inlet mains with the 
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FIQ. 51. — FORM OP CHAEGE tJLIP. 

branch collars can be hung in place before any of 
the machines are connected. 

Of course you took care to send in your bill for 
a third of your contract price if your terms were 
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made that way. As tlie work proceeds your sys- 
tem of cost-keeping will enable you to tell from 
day to day whether you are ahead or behind in 
the game, and as you may be asked to do little 
things that were not definitely included in your 
contract you know just how much of that sort of 
thing you can afford to do. If your men are "pull- 
ing out" well, it pays to spend a while touching 
things up here and there, and by all means, if 
you can afford to do it, give your customer just 
a little more than he bargained for, tactfully see- 
ing to it that the fact does not escape his notice. 

WHEN TO LOOK FOB TBOUBLE, 

If trouble is coming your way it is scheduled to 
arrive about the time that the fan is started, at 
least no one looks for it till then. The gentleman 
who feeds the planer and knows your business 
better than you do, while "swapping plugs" with 
his neighbor, has confided to him the information 
that "that hood will never catch the shavings." 

The presiding genius of the "sticker" never 
saw a machine piped up like that and he sketches 
weird and impossible things on a board, illustrat- 
ing how he would do it. 

This is all a part of the game that you have 
started to play, and, if you look at it in the right 
way, those men will become your best educators. 
They are the human factors that you must learn 
to take into account when making up your price 
in the future. You cannot ignore them for, after 
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all, it is they who have to use the apparatus, and 
the more intelligent of them can give you many 
a useful hint. If the "prophets have erred" you 
can shake hands with yourself; if not, let us look 
for the trouble. 

You know, of course, that your fan size and 
speed are "according to Hoyle" (or Hayes), yet 
here is a machine that runs only a few minutes 
before the cutters are choked with shavings. 
There may be one of several reasons for this ; the 
material as it leaves the knives may strike a 
part of the hood that throws it back on to the head 
instead of deflecting it up into the pipe. Note the 
angle made by the shavings or chips and the back 
of the hood, for they will leave the hood at the 
same angle, increased a little by the pull of the 
fan. If this point is all right, next see to it that 
there is sufficient air opening at the mouth of the 
hood to satisfy the demand of the fan, and to 
keep up the volmne at the necessary velocity. 

Try to arrange your hoods and pipes so that the 
material will travel on to the fan with no abrupt 
change of direction, and sometimes, as in the case 
of side moulder hoods, you may have to put in 
deflection strips to do this. Suppose that your 
main or branch pipes gradually fill first with large 
chips and then with the finer shavings. You are 
either not giving the pipe sufficient air at the 
hood or your fan is not traveling fast enough. The 
system is then like a river whose velocity or 
volume is not sufficient to carry along the stones 
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and sand that it holds in suspension, and it de- 
posits them along its bed. 

TESTING THE SUCTION. 

To know exactly what the fan is doing you can 
use a gauge that is made as follows: Take two 
pieces of quarter-inch glass tubing and unite them 
by slipping a piece of rubber tubing over the ends, 
the combined length should be about fifteen inches 
Bend the rubber tube into the form of the lettei 
U and pour sufficient water into the gauge thus 
made to fill the glass tubes up to within four 
inches of the top. Slip a rubber band over each 
glass tube to act as a register and using a second 
rubber tube connect one leg of the gauge with a 
quarter-inch hole punched in the galvanized iron 
pipe. The water will be raised in one leg and 
lowered a corresponding distance in the otherj 
both movements being followed by slipping the 
bands, one up and the other down. Measure the 
difference with your rule and note the amount 
when the suction is good. There should be very 
little change between the displacement close to 
the fan and that obtained at the more remote 
parts of the system if the pipe proportions are 
correct. 

The use of this inexpensive little instmment 
will soon enable you to tell whether or not you 
are getting the air movement necessary to do the 
usual work in a shaving exhausting system. Some- 
times the indiscriminate use of the blast gates 
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will cnt down the air volume to such an extent that 
the larger pipes will fill even after the job has 
been accepted, but a little explanation made to 
the foreman generally puts a stop to this trouble. 
It frequently happens that satisfactory results 
are obtained during the first few days that the 
system has been running, and then complaints be- 
gin to come in — ' ' suction is getting weak, " " pipes 
are filling up," etc. The trouble nine times out 
of ten is caused by a belt stretching on either the 
countershaft or the fan. 

You may find that the shavings will keep cir- 
culating around in the separator until they gather 
in a heap and choke the tip. The remedy for this 
is to rivet a narrow band not over an inch and a 
half wide spirally around the inside of the lower 
part of the cone, extending upward about two 
feet. This band also helps to send the shavings 
with a greater velocity into a furnace feeder. As 
the heart of the whole system is the fan, always 
provide means for readily examining it, for a 
block may break or bend the blades, and this is a 
fact that should be kept in mind in case of trouble. 

Go to all reasonable lengths to make your job 
a success before any complaint is made, and let 
every difficulty be welcomed, overcome, and there- 
by made a stepping-stone toward future success. 
You have started a line of work that calls for a 
high degree of intelligence and adaptability, not 
everyone can do it successfully, and nothing can 
carry you through without painstaking endeavor. 
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It is a good plan to label the most conspicuous 
hoods "with your name and address, and the job 
will then stand as an advertisement of your 
ability. 



DMz.dDyG00gIC 



CHAPTER XVI. 

Hints on Estimating the Cost of an Exhaust 
System. 

By "M. F. H." 

The recent admirable articles on "Practical Ex- 
haust and Blow Piping," by William H. Hayes, 
in your magazine, have no doubt given rise 
to a desire in the minds of many sheet metal 
workers to enter this profitable and enlarging 
field. Several reasons have in the past deterred 
many from going after this class of work, the 
principal one probably being a lack of confidence 
natural to the inesperieneed. It is with a view 
of helping such that the following hints are being 
penned, and they are all based npon the actual ex- 
perience of one who has been "through the mill" 
and who has spent not a few dollars learning how 
not to do it. 

I propose to go with the novice from the 
moment he receives the inquiry to the point when 
he leaves the mill ofiice with his well-earned check 
in his pocket, and intend that the whole transac- 
tion will have that invaluable characteristic of 
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all successful business deals, viz., that both buyer 
and seller will gain. 

Let us suppose that you have received a short 
letter from Messrs. Logwood & Co., stating that 
they are in the market for a shaving and dust 
exhausting: system, indicating their wish to have 
your figure. Reply immediately, stating that you 
will call at a certain time, and at that time be 
there ; not in a half-hearted, hesitating sort of way, 
as if you were not quite sure about it, but bright, 
alert, and self-confident, because your every word 
or move will indicate to the man who is to give 
you a, nice contract whether you are the proper 
man to successfully carry it through or not. See 
the foreman of the mill as soon as possible and 
find out which of the macliines he wants to have 
"connected," noting in the ease of those having 
more than one head whether or not the whole ma- 
chine is to be piped. It is well now to make a 
rough plan of the mill, which we will suppose has 
only one story. Mark on this plan the location 
.of the machines, spacing them correctly by 
measurements from the end and side walls. A 
small square can be used to denote a machine, but 
it should have a eircle.in the center for a top feed 
machine such as a planer, or at the side in case 
of a jointer. This circle should show upon which 
side of the machine the riser can be placed, and 
within the circle may be a figure indicating the 
diameter of the pipe, according to the foUow-r 
ing table : 
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24-in. single surface 6 in. 

SO-in, single surface 7 in. 

24-in. double surface 6-in. bottom and top 

30-in. double surface 6-in. bottom and 7-in. top 

Moulder or sticker 6-in. top, 5-in. sides and bottom 

Tenoners 5-in. top and bottom 

Upright molder 5 in, 

30-in. Invincible aander 8 in., belt Bander 6 in. 

16-in. jointer 5 in. 

18-in. jointer 6 in, 

Out-off saw , 4 in, 

Rip saw 5 in, 

Band saw 4K in. 

Swing saw 4 in. 

Consult the foreman regarding the location of 
the floor sweeps, pointing out the fact that all of 
the under feed machines will connect to a tee, 
which can be used as a sweep by opening the 
cleaning cap. Don't worry at this stage about 
the location of the separator, the fan or the shape 
of the hoods ; take your difficulties one at a time, 
systematically. Get your layout right, that is 
your business for the present. With the data 
that you now have you are in a position to deter- 
mine the size of the fan by adding together the 
areas of the branch pipes. If the mill is long and 
narrow you may find it best to use a double fan, 
in which ease you divide your total area by two. 
If the mill is nearly square then a single fan can 
be used, and it should be placed nearest the ma- 
chines that do the heaviest work. Settle in your 
own mind where the fan is to go, and then consul 
the foreman as to how he is to drive it. You will 
probably be asked at this point to state the speed 
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that you will require and the diameter of 
the pulley on the fan, all of which you 
tihould get from the catalogs of the fan 
makers. Do not accept his statement ahout 
the speed of the line shaft. Nine times out of ten 
it is a guess, and you cannot afford to take any 
chances. Put an indicator on the shaft yourself. 
Multiply the diameter of the fan pulley by the 
number of revolutions that you desire and divide 
the product by the number of revolutions of the 
shaft. The quotient will be the size of the driv- 
ing pulley. Care should be taken to see that it 
can be used without cutting into joists. Avoid 
the use of a crossed belt, especially if the drive 
is short, and insist upon a belt the full width of 
the face of the fan pulley. If, after considering 
everything, you find that the fan can be located 
in the place first selected, your next move is to- 
ward the separator, which most frequently is 
placed near the boiler house. 

Tell the mill foreman just how you propose to 
run the discharge pipe from the fan so that it 
may not be in his way, for it pays to get his ap- 
proval before anything is made. 

Ton should now run lines on your drawing 
which should show the separator and fan, indi- 
cating the dimensions of the mains and branches, 
noting all that comes in the way. Avoid offsets 
as much as possible, but when they are unavoid- 
able put a cleanout door close to them in case 
the pipe chokes at this point. It is well now to 
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go over the machines one at a time and make 
sketches of the hoods or hoppers. Note the di- 
rection in which the material is thrown from the 
cutter, and so shape your hood that it will gather 
the material toward the pipe. The swiftly revolv- 
ing cutter is itself a fan, and your hoods must bo 
strong enough to withstand the impact of blocks 
and chips. Some machines, such as moulders and 
tenoners, have movable cutters, and various de- 
vices are used to take care of them, the common- 
est of. them being the east iron bale joint. 

You will be greatly benefited by a walk through 
a mill already equipped with a shaving exhaust- 
ing system, and you should seek every opportunity 
of getting "wrinkles" in this way. If this is 
impossible and your own ingenuity is not equal 
to the occasion, then it would be better to seek 
advice through the colmnns of Sheet Metal 
regarding any diflSculty that you may have 
in designing the various fittings required. It is 
well to familiarize yourself with the operation of 
the various machines, so that your fitting may. be 
adapted to the wide range of cuts that some ma- 
chines can make. 

You have now all of the data that you require 
in order to make up your estimate, and your 
business at the mill for the time being is at an 
end. Your office work begins by making a scale 
drawing, showing the location of the fan, pipes 
and machines. To "take off" the quantities, it 
is well to begin either at the fan or the machine 
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farthest from the fan and work toward the other 
end. Note on your list all of the items as you 
go along, or have a headed list and place each 
price under its appropriate heading. Either way 
will give satisfactory results, provided nothing is 
omitted. Do not let prices enter your thought 
while you are working on quantities. Try to pic- 
ture each machine in your mind complete, so that 
such items as blast gates, telescopes, lug bands, 
swivels, etc., will not be overlooked. Standard 
fittings, such as elbows, tee joints, collars and 
pipes can be priced from your regular list, but ex- 
perience only can guide you in estimating the 
cost of hoods, hoppers, etc. No rule can be given, 
but after a few jobs have been completed an aver- 
age cost may be obtained that will enable you to 
estimate by the pound. In the meantime it is 
safest to use your best judgment as to the value 
of each piece. The same is true regarding the 
time required to erect the work. Gfo over the 
plan and get an idea of the time that you think 
will be taken on each machine, then on the risers 
and main pipes. Allow a fair margin for inter- 
ruptions, changes and all of the little "snags" 
that you will surely encounter. Take the capacity 
of your men into account and do not base your 
calculations upon how long it would take you to 
do the work personally. 

Assuming that you have settled upon a price, 
write out your proposition, stating clearly what 
you propose to do, the number of machines that 
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you intend to connect, tlie gauges of metal that 
you will use, adding psrhaps the usual little joke 
about "first class manner" and "best workman- 
ship." Beware of the much-abused word "guar- 
antee," unless you can give it a meaning not 
liable to misunderstanding. For instance, you 
carelessly guarantee to remove all of the shavings 
from the machines, which you find later on that 
you cannot do, but the wording of your letter 
or contract form has made the impression on 
the mind of the purchaser that his mill floor will 
be as clean as his office floor, and he may not be 
satisfied with results as good as can be obtained 
in practice. Your motto should be "Promise fittle 
and do much," assuring your customer that the 
results will be satisfactory. It is a good plan to 
make your terms of pajment one-third on de-. 
livery, one-third on completion, and the balance 
in thirty days. This arrangement is fair to your 
customer and yourself, and somehow he takes 
more interest in something that he has paid his 
money for than he does if you pile in your work, 
which to him has no present value. 

You may in time be asked to pipe up a machine 
or apply a fan to an entirely new purpose, and it 
is more satisfactory all round, if there is any 
doubt as to the result, to promise merely to do the 
best that you can. It is unreasonable to expect 
you to experiment at your own expense and risk 
when some one else is to derive by far the greatest 
benefit. Unless the job promises a fair degree 
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of success it is better to let it go, unless you can 
get a price that will pay you for the time that you 
may have to spend upon it in order to make it 
work satisfactorily. It is advisable to put your 
sketches, cost sheet, etc., together with all of the 
data pertaining to the job, into a large envelope 
and take it and the plan with you when you go 
to "talk up" the installation. The points to be 
emphasized in your talk will depend largely upon 
your customer; it may be price or quality, and 
generally it is both, but remember one thing, 
your work will be a credit or reproach to you long 
after the price paid for it will be forgotten. A 
very large majority of the men who will have to 
use the system will in a few years be working in 
other shops, and it depends upon you whether 
they will be "boosters" or "knockers" for you 
when sheet metal work is under discussion. 
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Air, f nlet and outlet 13 

Appendix S9 

Angle plate inside Sweeper hood 49 

Angles, abrupt, avctded 9 

Argument in favor of cut-oft 42 

Arresters, dust 62 

Automatic damper, construction of 7S, 77 

Automatic system of firing SO 

Ball, Are pot, pivoted correctly 86 

Bands, draw, making of 24 

Bands, lug 44 

Barrel lathes 5B 

Belt conveyor 56 

Belt Sanders 55 

Belt with long drive 34 

Black Iron "cyclone" dust arresters 71 

Blast controlled damper 82, 83 

Blast gate lever 81 

Blast pipe 80 

Blast pipe boxed and cemeni covered 82 

Blast pipe bursting, cause of 8S 

Blower near heaviest work 7 

Blower, PoBltion of 7 

Blower, size of determined 3S 

Blowing material Into a separator Independently.... 69 

Boilers cut out 23 

Book, contract 133, 134 

Boring machines 99 

Bracing feeding system 23 

Braces, clamp for horizontal pipe 43 
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Branch Y 35, 39 

Branches, tee, correct angle 11 

Breaker, chip 39 

BuFBtlng blast pipe, cause of 83 

Canopy, separator 19 

Capacltr of blower 108, 112 

Gapacltr of feeder pipes 24, 25 

Cape, flue 25 

Cast Lng Bands 45 

Catalogue speed for pressure blower 84 

Catches, slip 27 

Cheapest constructed "cyclone" dust arresters. .. .70, 71 

Chip Breaker 39 

Chute, cast Iron 17 

Chute, size of 17 

Circular re-saw, handling of 47 

Clamp braces for horizontal pipes 43 

Clips, feeder bottom 27 

Collecting material from fan furtherest away into a 

separator 64 

Connection, Exhaust and Suction pipe 11 

Connection of movable saw hood 57 

Contract book 133, 134 

Controlling feeder, air 25 

Conveyor, Belt 55 

Coppers, Soldering treatment of 85 

Cord for raising hood 43 

Correct data when estimating cost of work 132 

Correspondence relating to special problems 90 

Cost of Jobs, how to ascertain 132, 136 

Cost sheets 133 

Cotton and wool wheel 93, 95 

Counterbalance on damper handle 77 

Cut ofis, not needed 40 

Cutters choked with shavings 137 

Damper, automatic, construction of 76 

Damper controlled by blast 82, 83 

Damper Counterbalance handle 77 

Damper gates, wire rope operated 76, 77 
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Damper, pipe ventllatlDs 83 

Deflector, Shavings 74 

Designs tor Hoods and Sweepers 46 

Directions for Installing wool fan system 93, 96 

Discharge bolted on with cap screws 39 

Discharge pipes, running of 8 

Distance of hollers or shavings from machines 54 

Division Plate 33 

Distance shavings may be blown 72 

"Don'ts and Don't Forgets" (or blow pipe mechanics. . 85 

Double-exhauster, connecting 8 

Double gate valve 74 

Double outlet hood 80 

Double-surface machine 34 

Draw bauds, making of 24 

Drum forges 79, 80 

Dust arresters 62 

Dust clogging , 69 

Dust separator, connecting 14 

Dust separator for carpet cleaning plant 124, 127 

Dust separator, location of 16 

Dust vault 17 

Efficiency of the exhaust fan 66 

ElbowB, acute, friction 9 

Elbows and pipes, substantial 10 

Elbows, heavier material 10 

Elbows, "Peened," avoided 9 

Elbows, short radius 9 

Eliminating friction 84 

Equalizing saws I>4 

Exhauster and suction pipe 11 

Exhausting dust from food machines 12S, 131 

Exhaust fan efficiency table 66, 68 

Exhaust fans, wear and tear of 69 

Exhaust system planing 7 

Fan collapsing main pipe 86 

Fan for pressure blower 84 

Fan, long shavings 54 

Pan, proportionate to combined areas of pipes 37 

Fan set near to heavy work 34 
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Fan sratem tor wool 90 

Fan ByBtem, help on 96, 101 

Fans, exhaust, wear and tear of 69 

Feeder air controlled 2S 

Feeder and separator, dust 14 

Feeder bottom clips 27 

Feeder entering chute 18 

Feeder nozzle 3& 

Feeder nozzle, construction of 26 

Feeder pipe, additional air 18 

Feeder pipes, size of 24, 25 

Feeder, size of 17 

Feeder, hinged 18 

Feeder switch, conBtructlon of 26 

Feeders clogged and hot 23 

Feeding sfstem braced 23 

Filing soldering coppers correctly S5 

Fire-pot ball, correctly pivoted 85 

Fire preventative damper '. . . . 77 

Firing, automatic system , 20 

Flve-pleee switch 30 

Flare inlets of floor sweepers, undesirable 50 

Floor clear of pipes 82 

Flooring machine pipes 36 

Flooring machines 34 

Floor sweeper, location of 4S 

Flue caps 25 

Forge shop discharge pipe 78 

Forge shop piping system 78 

Forges, drum 70, 80 

Forging under steam hammer 81 

Frame of gate, construction 30 

Friction eliminated 84 

Friction In square pipe 8 

Furnace feed, single 16 

Furnace for heating work 79, 81 

Furnace In shop 79, 81 

Further discussion of separator problem 119, 122 

Galvanized iron, gauge of 25 

Gases backing Into forge system 83 
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Gate frame, construction 30 

Gate frame work 31 

Gate handle 30 

Gate, operation of le 

Gates, damper, wire rope operated 76, 77 

Gates, material dividing 20, 22 

Gates, not needed. . , 40 

Gates, operation of 22, 23 

Gates ewinging together 32 

Gauge of galvanized iron 25 

Guying uprights iS 

Habit of putting everything on order slip 133 

Hammer, steam, forging 81 

Hand holes 25 

Hand holes, rule for 10 

Hand hole slides , 10 

Handles, gate 30, 32 

Help on a fan system 96, 101 

Hinged feeder 18 

Hinged transformer 18 

Hints on estimating the cost of an exhaust system. . . . 141 

Hints on Installing an exhaust system 132, 140 

Holes, hand 25 

Hood attached to band saw 46 

Hood with double outlet 80 

Holes, hand, rule for 10 

Hood designs 58 

Hood for chemical laboratory 113, 116 

Hood for shaper 50 

Hooda adapted to varied conditions 52, 53 

Hoods and hoppers, area 11 

Hoods, circular saw 46 

Hoods, designs for 46 

Hoods for movable saw 57 

Hoods for special machines 52 

Hoods for tenoning machines 67 

Hoods for various machines 52 

Hoods, position of outlet 58 

Hoods, telescope 38 

Hoppers and hoods, area U 
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WaattwMoaa: 

Alternate method suggested by correspondent 103 

Angle gate valve 94 

Automatic damper 7G 

Band saw hood 47 

Branches, tee, position of 11 

Circular re-saw hood 49 

Construction recommended for hood 114 

Correct method of constructing separator 63 

Correspondent's sketch (plan) 103 

Damper for blast pipe 83 

Details of dnst separator, switch and feeder 15 

Detail of feeder nozzle, showing slip joint 2S 

Details of long shavings switch 32 

Details of "regular" switch 29 

Details of telescope hood 3S 

Dimensions of separator 128 

Dust separator for carpet cleaning plant 124 

Form of charge slip 135 

Frame work for gate 31 

Hood for food machines 131 

Main floor sweeper 49 

Pipe connections for a flooring machine 41 

Piping system for a planing mill 34 

Plan of faulty blower system 90, 92 

Plan of faulty fan system showing suggested changes 9S 

Plan of food machines 129 

Plan of forge shop, showing blast and auction systems 79 

Plan of piping system for planing mill 35 

Proper method of constructing system (elevation). . 103 

Proportions of separator 106 

Rip saw hoods 48 

Sectional elevation of forge 81 

Sectional view of swinging elbow 126 

Separator with pipes entering an Inlet (H) 

Shaper hood -.■ ■ 51 
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ninstratlons— Continued 

Side and front view of switch system tor Bring three 

boilers 21 

Sketch Beat by J. F. S. Co 121 

Successful separator 109 

Suitable hood for emery wheel 104 

Taker of main suction Ill 

The right way to place outlet 56 

The wrong way to place outlet 57 

Top floor sweeper 50 

Valve, mixing, plan and side elevation of 75 

Wheel for cotton and wool 95 

Individual machine 40 

Inlet and outlet of air 13 

Iron, tuyere 80 

Jobs, cheap 9 

Jointing machine 99 

Joints, swinging or knuckle 44 

Knuckle or swinging joints 44 

Lack of power to drive fan wide open 43 

Ijap joints riveted In body of switch 30 

Lathes, barrel 55 

Lever, blast gate 81 

Long drive for belt 34 

Lug bands 44 

Lug bands, cast 45 

Machine, double surfacer 34 

Machines, flooring 34 

Machine, individual 40 

Machine, planer 34 

Machines difficult to pipe 53 

Machines, "slzer" 54 

Mains, uniting two or more into one 8 

Mandrel, length for pipe riveting 86 

Material, correct course of 14 
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Material. depoBltlng of 12 

Material divided by gates 20, 22 

Material for allp joint 27 

Material kept moving 11 

Material, moTement of 17, 20. 23 

Material packed In elbow curve 42 

Maximum of efficiency with minimum power 37 

Mixing valve 73, 74 

Mixing valve, two way 74 

Movement of material 17, 20, 22 

Movable saw hoods 57 

Nozzle, feeder 25 

Order slips, workmen's 133 

Patent rights on dust arresters 70 

Pipe and elbows, substantial 10 

Pipe, blast 80 

Pipe connections for flooring machine 40 

Pipe, discharge, vent 12 

Pipe, entering furnace 17 

Pipe flattened, reduced area 8 

Pipe, rigid as possible 9 

Pipe, round, air friction 8 

Pipe, round, comparative cost 8 

Pipe, square, friction 8 

Pipe, square, to be avoided 8 

Pipe, suction, properly connected 11 

Pipe, tapering 34 

Pipe, tenoning machine B7 

Pipe, transformed, rule for 8 

Pipe, 25-lnch and 35-lnch 73 

Pipe, ventilating damper 83 

Pipes, blast, boxed and cement covered 82 

Pipes for flooring machines 36 

Pipes, grooved, avoided 10 

Pipes, main, riveted 10 

Pipes, service duty 10 

Piping a forge shop, Including the blast and suction 

systems 78 

Piping a large planing mill 72 

Piping, soldered, riveted, bolted 10 
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Piping system, forge shop 78 

Piping under shop floor 78 

Plan and side elevation of mixing valve 7< 

Planing exhaust syBtems ■ 7 

Planing machines. 34, 99 

Plants easiest to pipe 53 

Plate, divlef on 33 

Position of blower 7 

Position of ahaper hood 51 

Power for exhauHt fans 112, 113 

Power required for blower 34 

Pressure blower fan 84 

Pressure blower run at catalogue speed 84 

Problem in blower work 101, 105 

Promise little and do much 147 

Proper conHtructlon of the separator 59 

Proportions of parts of separator 108 

Proportions of dust arresters 62, 64 

Putting up a fan 134, 135 

Riveting pipe, directions for 86 

Route, direct to destination 12 

Running discharge pipes 8 

Salammonlac, tool ruster 86 

Saws, double cut off 66 

Saws, equalizing 64 

Seek advice through the columns of magazine 145 

Self oiling fan bearings 70 

Send bill for a third of contract price 135 

Separate dust from shavings 122, 123 

Separator and feeder, dust 14 

Separator canopy 19 

Separator, correctly connected 14 

Separator, cyclone , 69 

Separator tor single planing machine 127 

Separator, Incorrectly connected 14 

Separator problem 116, 119 

Separators, simple and complicated 62 

Separator with pipes entering tangentlally 61 

Separator, wood working factory 14 

Separators, small 74 
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Shaper hood 51 

Shaving deflector 74 

Shavings switch 31 

Shavings switch, construction of 26 

EheetB, cost 133 

Size o( blower determined 36 

Size of driving pulley, rule for 144 

Size of separator 105, 108 

"Sizer" machine 34 

Slides, hand hole 10 

Slip catches, object of 27 

Slip joint material 27 

Slip Joint, use of 23 

Small separators 74 

Smokestack, erection of S7 

Smoke from feeders. . . . T 23 

Soldering coppers correctly pointed 85 

Soldering coppers, treatment of 85 

Speed of fans cut down and power saved 69 

Steam escape pipe, directions for making 87 

Steam forging hammer SI 

Strip, spiral, in cone 18 

Strip, spiral, length of 18 

Suction, weak 12 

Sweepers, designs for 4S 

Swinging or knuckle joints 44 

Switch, dust separator 16 

Switch, gauge of iron 17 

Switch, long shavings 31 

Switch, short shavings 28 

System, Imperfect. 12 

Table for indicating diameter of pipes 143 

Table of speed, capacity and horse power required for 

steel plate ezhanst fans 66, 68 

Tapering pipe 34 

Tapering pipes, rule for 37 

Telescope hood 37 

Tenoning machine pipe 57 

Terms of payment — one third on delivery, one third on 

completion, balance in thirty days 147 

Testing the suction J 38 
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Tile plplDg for forge sbop '. TS 

TooIb rusted by salammoniac 85 

Transformer, hfnged 18 

Transformer, rules for connecting H 

Transforming flat pipe, 9 

Two-way mixing valve 74 

Tuyere iron 80 

Uniting two or more mains .into one 8 

Use of the two-way mixing valve and the automatic 

damper 72 

Valve, double gate 74 

Valve, mixing 73, 74 . 

Valve, mixing, two way 74 

Vault, dust 17 

Wide flaring hood waetefui 56 

Width of circular saw hoods 47 

Wood-working factory separator 14 

Wool and cotton wheel 93, 95 

Wool fan system, direetlons for Installing 93, 96 

Work will be a credit or reproach 14S 

T branch 35, 39 
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The appeal of this magazine is exclusively to the 
sheet metal worker. It is his Journal in the fullest sense 
of the term, devoted as it is, from cover to cover, to the 
problems and affairs of the slieet metal industry, with an 
unequalled variety of reading matter of a high standaixl 
of technical value and reliability. A feature la its 
interesting expositions of modem methods. Briefly 
stated, thei-e are included among the subjects considered : 

Constructive Practice in The Various 

Departmento of Sheet Metal Work. 
Cornice and Skylight Construction, 

Metal Roofmg) Etc. 
The Construction and Installation of 

Heating, Ventilating, Blower and 

Exhaust Work. 
E»ert Demonstrations of Problons in 

Pattern Cutting, 
The Plainest and Most Practical 

Artides on Warm Air Furnace 

Heating. 

ITie Practical Discussions of Methods ai-e Supple- 
mented by the latest Sheet Metal Trade News, Market 
Keports, and Reliable Current Price Lists of Materials, 

Complete in eoerjj respect, this MoJem Journal 
meets all Basiness Requirements of the Sheet Metal 
Contractor and Operator. 
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One Dollar a Year. 



The Sheet Metal Publication Company 

Tribune Uuilding, New York 

Diqilizod by Google 



D„tiidD,GoogIc 



6iaft'1bbAlQ7 



BtsotseMio^A 



This book may be kept 

FOURTEEN DAYS 
A One of TWO CENTS will bechaixad 
for each day the book is kept OTertime. 



.3r36 








i- n;w 








*"s S3 






















































































■ 
























! 
























i 


N<i.l*l-B 






1 



,, Cioogic 



^/ I^L ^^ 



I 



D„t III, Google 



D„tiidD,GoogIc 



